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Southwest Stages 2nd Heating & Air-Conditioning Show in Dallas 





WE GO TO GREAT LENGTHS 


TO SATISFY YOUR NEEDS... 


.. in fact up to 2000 feet of 


copper tube in a single continuous coil! 


Viking’s specially-designed “Bull Blocks” 
draw the tube at the rate of 1500 feet 

per minute. A unique conveyor system, 
designed by Viking, automatically moves 
the coils to finishing operations and rigid 


tests for hardness, wall-thickness, and roundness. 


You can have continuous coil tube from 

Viking in a large variety of lengths made 

on specially designed equipment, by the newest 
scientific methods, under the supervision of skilled 
personnel. But whatever you order, 

one thing is certain: we go to great lengths 

to make sure you get what you ordered: 

the finest quality copper tube for refrigeration 


and air conditioning applications, 
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REFRIGERANT CONTROLS 


Thermo” EXPANSION VALVES 
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| Sa ALCO VALVES * CONTROLS 
one fel STRAINERS © DISTRIBUTORS 
a FOR EVERY APPLICATION—DIRECT EXPANSION OR 


SOLENOID VALVES FLOODED SYSTEMS 


Sizes & Type for every application and refrigerant 


REFRIGERANT STRAINERS | 
maximum Screen area— 
Sizes & Type for every application 


NTo1 07 Ba 


Venturi-Flow 


EVAPORATOR 
DISTRIBUTORS PRESSURE REGULATORS — 
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et for trouble 


at) liquid 
wide application . . . low level control 
pressure drap lab 7 
position . one-piece 


Re 
construction...no. nozzles ee 


P.O.S. PILOT OPERATED THERMO, VALVE 


with integral solenoid stop for larger installation: 


Use and Specify ALCO Controls 


the one complete line designed and 
engineered for efficient trouble free 
performance. 


See your Alco Wholesaler—Write for Specification Details 


®* BUY SECURITY 
* BUY QUALITY 
* BUY ALCO 


The one complete line of refrigerant controls: Thermostatic Expansion Valves Refrigerant Distributors 
Solenoid Valves Suction Line Regulators Flooded Evaporator Controls and Reversing Valves 
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DAMPING LINE VIBRATION 
FOR LASTING 
SYSTEM PERFORMANCE 





The right application. Tailored for the refrigeration and air con- 
ditioning industries, Anaconda Vibration Eliminators are designed 
to absorb vibration in rigid tubing, as indicated above. Anaconda 
VE’s prevent cracking of rigid lines, loss of expensive refrigerant, 
down time and high maintenance costs. 


The right materials and construction. The special tin bronze used 
in Anaconda Vibration Eliminators is the alloy that best with- 
stands fatigue under vibration. This, and the skill and know-how 
involved in forming the corrugations and completing the assembly, 
provide long, dependable performance. 


The right packaging. Anaconda VE’s are cleaned, pressure-tested, 
oven-dried, inspected, and sealed in vaporproof polyethylene 
bags. They are then packaged in strong, compact boxes that are 
easy to open, easy to identify. 


Marked with a name your customers know and respect. Each VE 
is stamped with the name Anaconda as shown at the left. This tells 
your customers you are using quality equipment in your systems. 

Anaconda Vibration Eliminators—listed by Underwriters’ Lab- 
oratories through sizes 35.” O.D.—are sold by leading air condi- 
tioning and refrigeration wholesale distributors everywhere. For 
descriptive folder, write: Anaconda Metal Hose Division, The 
American Brass Company, Waterbury 20, Conn. In Canada: 
Anaconda American Brass Ltd., New Toronto, Ont. 59150 


ANACONDA 


VIBRATION ELIMINATORS 
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reader’s guide to 7 February 1960 


THE COVER: Compare the offerings of 
manufacturers of air cooled packaged air- 
conditioners and air cooled condensing 
A ata units in the specifications section. 174 
models of air cooled packaged aircondi- 
tioners representing 44 manufacturers, and 
379 models of air cooled condensing units 
representing 60 manufacturers are listed, 
with plenty of valuable information. 
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VISIBLE DISPATCHING SYSTEM SPEEDS SERVICE CALLS 
It doesn’t have to be elaborate or expensive to be effective. Here are three ideas. 
art director 
ALARIC MAUSSER 


PROVIDING STANDBY PROTECTION OFFERS PROFIT POSSIBILITIES 


Food warehouses need to safeguard their investment, and are willing to pay for it 


SOUTHWEST STAGES 2nd HEATING & AIR-CONDITIONING EXPOSITION 
Something for everyone is offered by 200 exhibits, ASHRAE technical sessions 


DEPARTMENTS 
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from Honeywell. QGP ANOTHER DIAMOND JUBILEE PRODUCT 


Announcing Honeywell's 


New all-in-one control 


Existing Air Conditioning Control Systems 
require the manufacturer to provide two control panels— 
one at the condensing unit and one at the indoor fan 
system. This means extra field wiring is needed and that 
a user must allow for the additional man-hours of work 
required to supervise two panels. 


New Honeywell Control Center Panel includes all components 
necessary to control two- and three-ton air conditioning units and is 
available from stock. Easier to install, wire and service. 
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panel for 


central air conditioning 


New R8100 Complete 
Control Panel 
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COMBINES TRANSFORMER, single or two-speed 
fan relay and 18 or 25 amp contactor in a single 
unit 


MODELS AVAILABLE with time delay, reset and 
heat pump changeover relays 


UNIQUE, one-screw pressure control mounting 
SIMPLIFIES MANUFACTURER'S production lines 
SAME PANEL for self-contained and split systems 
PRE-WIRING and mounting at factory 

COSTS LESS than existing split control systems 


Now, whether you manufacture, sell, install or 
maintain air conditioning systems, you'll pocket 
extra profits by handling this new, all-in-one 
control panel. 


Manufacturers. You can simplify your furnace 
line and eliminate special transformers, special 
wiring harnesses, special provisions for adding 
fan relays, and special dealer instructions. 
Models available from stock. No special 
assembly charge for small orders. 


Electrical Contractors and Dealers. You'll 
cut down on costly field time with simplified 
installation procedures that eliminate indoor 
fan-center panels. What’s more, transformers 
can’t burn out! New UL transformer-thermo- 
stat wiring makes secondary shorting impossible. 


Dealers and Distributors. You can now receive 
complete control systems mounted and pre- 
wired by your manufacturer—thus simplifying 
your inventory and easing your replacement 
problems. 


The Honeywell R8100 is the most versatile panel 
ever developed for air conditioning control— 
and new, lowest-ever prices are an additional 
plus-feature. Ask your Honeywell man about 
the new R8100 as well as the R8101 and R8102 
variations; or write: Minneapolis-Honeywell, 
Dept. RS-2-51, Minneapolis 8, Minnesota. 


Honeywell 
Fiat an Covtrol 


SINCE 18685 
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creates confidence in YOU! 


“COPPER TUBE is the tube you can depend on” 
says the wholesaler 


When the words “Copper Refrigeration Tube” are 
on a carton of copper tube, you can be sure special 
care goes into the manufacture of that tube. 

Its diameter, wall thickness and temper meet ex- 
acting specifications. It is immaculately clean and 
dehydrated ... with the ends sealed at the factory to 
keep it that way until used. It has an inside surface 


without any special processing. 

Specify Copper Refrigeration Tube for refrigera- 
tion lines, air conditioning coolant lines, bottled gas 
lines and other special uses. For water lines and other 
applications, your supplier has a complete line of 
Copper Water Tube. 

Always remember that when customers depend on 


that is glassy smooth to provide maximum uniformity 
of flow. It has been tested and re-tested, checked and 
re-checked for imperfections. It is a tube made to 
such a high level of craftsmanship and quality .. . it 
is even used for delicate instrumentation applications 


you... you can depend on copper. 


Look for “Made in U.S.A.” on all copper tube. The manufac- 
turer's brand name and this symbol also are used by many 
U.S. copper and brass mills to designate tube products that 
meet the exacting standards of American industry. 


Specify Copper Tube MADE IN USA 


TO THE STANDARDS 
AMERICAN INDUSTRY 


ee aes 


COPPER & BRASS RESEARCH ASSOCIATION + 420 LEXINGTON AVE., NEW YORK 17, N.Y. 
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half round. “ 


easy to service 


Tenney TW and TWF unit coolers 
with ALL-ALUMINUM HOUSINGS! 


More cooling power per square inch and most unit is open, with all parts within easy reach. 
convenient installation with Tenney’s TW and You never disturb existing refrigeration, elec- 
TWF unit coolers than with any other compara- trical or water drain lines! And in case of 
ble units—and now they’re built of lightweight, emergency, one of the unit’s two fan-and-motor 
rustproof aluminum. True half round design in- combinations can maintain safe temperatures 
sures maximum air distribution. It hugs up until help arrives. Standard filters are optional 
tight against the ceiling and its unique design on both units. Write for literature and technical 
allows maximum product storage. Service is so data on these new all-aluminum TW and TWF 
simple—flick off a thumb screw and the entire unit coolers today. 


Write for Bulletin 104-54 


Engineers and Manufacturers € “TaTae ‘ { 


of Refrigeration and E 
Environmental Equipment NGINEERING, INC. 
1090 SPRINGFIELD ROAD, UNION, NEW JERSEY @ PLANTS: UNION, NEW JERSEY AND BALTIMORE, MARYLAND 
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COU aU SUT car POL es 
“OPERATION MOONSHOOT 


Ride the industry’s biggest money-making missile! Powered by Typhoon’s exclusive features that 


make selling simple, profits bigger! Check the stages, then join the countdown by contacting 
Typhoon... today! 


YOU PICK THE-TARGETS! You decide where you want to go; 
who you want to sell. Typhoon backs you with the products 
pricing and know-how. 


BROAD PRODUCT LINE! There's a Typiioon unit for every need 
at a price that closes every sale! 


CUSTOM UNITS, MASS PRODUCTION PRICED! Typhoon 
flexibility gives you a selling edge for unusual installations 
Unbeatable! 


YOU MUST PROFIT! Typhoon’s basic policy guarantees that all 
planning, production and merchandising are profit-keyed! 
4 finance plans to help you and your customers 


Typhoon is in constant contact with hundreds of national air 
conditioning buyers, for your benefit! 


Typhoon field representatives are at your call for technical help, 
sales training and sales closing! 


Powerful ‘‘Moonshoot’” advertising plus practical co-op ad 
plan brings in business! 


WRITE TODAY FOR MORE INFORMATION AND 20” X 28” REFERENCE CHART ON THE COMPLETE TYPHOON LINE 
TYPHOON AIR CONDITIONING DIVISION * Hupp Corporation 
505 Carroll Street * Brooklyn 15, New York 4B 


[_] Please send product literature and reference chart. 


(_] Have your representative call for an appointment. 
TYPHOON | 


OlVISION OF HUPP CORPORATION 
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Dunham-Bush, Inc. has an- 
nounced the appointment of 
John L. Roth as 
product man- 
ager, aircondi- 
tioning. Roth 
was formerly 
sales manager of 
associate sales 
for York Corp. 
and prior to that 

abe had been sales 
manager of the refrigeration 
machinery division of General 
Electric Co. He has been asso- 
ciated with the airconditioning 
and refrigeration industry for 
over 20 years. 


York Div., Borg-Warner Corp. 
has announced the appointment 
of two new district managers. 
Wayne D. Harman, formerly 
sales engineer in the Dallas, Tex. 
branch has been named Dallas 
district manager for engineered 
machinery products. Stanley J. 
Graham has been named central 
district sales manager for room 
airconditioners. Graham will 
headquarter at the company’s 
Chicago, Ill. regional offices. 


Five changes in sales person- 
nel have been announced by 
Mueller Climatrol, Div. of 
Worthington Corp. Jack H. 
Beck is promoted from assistant 


Winter 


sales manager to manager of dis- 
tributor sales, and Leo M. Win- 
ter from assistant Sales manager 
to manager of dealer sales. Beck 
will be responsible for all dis- 


10 


tributor sales through regional 
sales managers, operating trom 
the Milwaukee, Wis. plant. Win- 
ter will head a force of district 
sales representatives residing in 
all parts of the country. Appoint- 
ed to the new positions of re- 
gional managers, distributor 
sales, are Reginald C. Drew, 
Melvin V. James, and W. A. Mc- 
Lemore. 


Sam H. Harper, Jr. has joined 
the San Antonio, Tex. sales office 
of Trane Co. as a sales engineer. 
He recently completed the firm’s 
specialized course in aircondi- 
tioning and heating for graduate 
engineers. 


William L. Orton has been 

appointed field sales representa 

» tive for Janitrol 

|. Heating and Air 

Conditioning, a 

Div. of Mid- 

land-Ross Corp. 

Orton will rep- 

resent the com- 

plete line of 

Janitrol residen- 

tial, commercial, 

and industrial heating and air- 

conditioning products in north 

central Ohio, with headquarters 
in Mansfield, Ohio. 


Duane Hale has been named 
representative for the refrigera- 
tion division of McIntire Co. 
Hale, whose office is in Dallas, 
Tex., will serve the states of Tex- 
as and Oklahoma. 


Oscar Berg has been appoint- 
ed sales representative for Burn- 
ham Corp., Warm Air & Cooling 
Div. Berg will represent the 
company throughout western 
Pennsylvania, and will handle 
the complete line of gas and oil 
heating units. 


Murray Grodner has joined 
Typhoon Air Conditioning Div., 
Hupp Corp. as field service su- 
pervisor. He will conduct a series 
of training courses at the com- 
pany’s Brooklyn, N. Y., head- 
quarters for members of distrib- 
utor organizations covering the 
installation and servicing of Ty- 
phoon equipment. 


William L. Regan has been 

appointed manager of distribu- 

tion, packaged 

heating and 

cooling, Chrys- 

ler Airtemp. Re- 

gan joined the 

company in 1953 

and has served 

as district man- 

ager of Miami, 

Fla., and assist- 

ant regional manager in Atlanta, 

Ga. He was promoted to region- 
al manager in 1958. 


Two changes in sales person- 
nel have been announced by the 
Heating and Air Conditioning 
Controls Div., Controls Co. of 
America. Irving H. Finkler has 
been transferred from his post 
as sales engineer in Cincinnati, 
Ohio, to an equivalent position 
in the Dallas, Tex. sales office. 
Replacing Finkler in the Cincin- 
nati office is Herbert H. Rauh. 


The appointment of two sales 
representatives, who will call on 
wholesale jobbers and contrac- 
tor-dealers has been announced 
by C. A. Olsen Mfg. Co. James 
Grambley will represent the 


Grambley Millner 


company in Ohio, Eastern Ken- 
tucky, West Virginia and West- 
ern Pennsylvania. John Millner 
will cover Eastern Tennessee, 
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How would YOU like to double 
your ice maker sales this year? 


Every year now for the past 3 years, many Crystal Tips dis- 
tributors have been doubling and redoubling their ice maker sales. 
Why? Because Crystal Tips has more design features, engineering 
advancements and attractive profits than any other ice makers on 
the market. And now, this year, with the most complete line in 
Crystal Tips history, Crystal Tips distributors will be setting even 
newer highs in sales and profits. 


We want aggressive distributors now. Let us prove how you can 
make more sales, and bigger profits, in less time, with Crystal 
Tips. Let us show you how you can make more money on every 
ice maker you sell. Write today for complete facts. 


? First Name in Automatic Ice Makers 


AMERICAN automatic Ice MACHINE co. 


~~ 1672 Park Avenue N.W. e Faribault, Minnesota e Telephone EDison 4-5501 


_ 


J 


A Division of McQuay, Inc. 
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Virginia, North Carolina and 
South Carolina. Grambley joined 
the company in 1946. Since 1956 
he has served in the sales de- 
partment. Millner was forme tly 
sales representative for Heating 
and Air Conditioning Division of 
Crane Co. 


Charles Kessinger has been 
appointed to the catalog publi- 
cations section of Drayer-Han- 
son. 


\) 





Douglas K. Ridley has been 
appointed by Minneapolis- 
Honeywell Reg- 

ulator Co. to a 

new post as con- 

tract sales man- 

ager for auto- 

matic control 

equipment pro- 

duced by its 

Brown Instru- 

ments Div., and 

other industrial products group 
units. Ridley joined the com- 


a | 


TAKE ALONG REFRIGERATION’S 
a TMT 


Trace to find leaks... ak oLock to stop them 


Use this famous pair. They save work for you, prevent future trouble...at very little 
cost. Both Trace and Leak Lock are easy to apply, and are effective with any type of 


refrigerant. Take them on every job. 


we° 
1 RACE ...the simplest, safest, refrigerant leak detector. Circulates 


through the system with the refrigerant— pinpoints leaks with bright 
color —detects minute, intermittent leaks— shows through coatings of 


ice — leaves positive leak tag. 


- Lak Lock..tne joint sealer engineered for refrigeration use. 


“ 
& Withstands the solvent action of refrigerants, rapid temperature changes, 


% 


corrosion. Stays flexible while giving a permanent seal, keeps joints from 
freezing, stops loosening of nuts, plugs and fittings caused by vibration. 


FREE SAMPLES -a« your supplier for “Trace” or “Leak 


Lock,’ or write on your letterhead for free samples. 


HIGHSIDE CHEMICALS INCORPORATED 


4 COLFAX AVENUE 


* CLIFTON, N.J. 


pany’s commercial division in 
1947 and has served as regional 
sales manager in Dallas, Tex. 
and Chicago, IIl. 


Randolph H. Barnard, has an- 
nounced his resignation as presi- 
dent of Johns-Manville Fiber 
Glass Inc., a manufacturing 
subsidiary of Johns- Manville 
Corp. with headquarters in To- 
ledo, Ohio. Francis H. May, Jr. 
vice president, has been elevated 
to full responsibility for adminis- 
tration. 


Two new managerial appoint- 
ments have been announced by 
Acme Industries, Inc. Walter M. 
Hassenplug has been appointed 
to the board of directors, and 
Robert C. Robertson has been 


Hassenplug Robertson 


promoted from director of sales 
to vice president in charge of 
sales, a newly created position. 
Hassenplug has been a vice 
president and director of engi- 
neering since joining the com- 
pany in 1956. Robertson joined 
the company in 1957 as director 
of sales. 


Cartis T. Roff has been elec- 
ted a vice president of Anemo- 
stat Corp. Roff will be in charge 
of production and engineering. 
He joined the company in 1946, 
and has recently served as plant 
manager. 


Slant/Fin Radiator Corp. has 
appointed Herb Steiner as assist- 
ant sales manager. Steiner had 
been covering sections of Long 
Island and Connecticut for the 
company. In addition to assisting 
Al Buschel, sales manager, Stein- 
er will be responsible for ex- 
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panding the company’s educa- 
tional clinic and meeting pro- 
gram and will assist the sales 
force in the field. 


Appointment of James W. 

Hosler as general sales manager 

has beenan- 

nounced by 

American- 

Standard Indus- 

trial Div. Hos- 

ler has been 

with the com- 

pany since 1947 

and has served 

successively as 

Chicago district merchandise su- 

pervisor, ap pl ication engineer, 

merchandise department prod- 

uct manager, commercial air- 

conditioning department mana- 

ger, and marketing manager for 
airconditioning products. 


Wabash Corp. has announced 
the appointment of William J. 
McKeough as representative 
covering New England, metro- 
politan New York City, and 
Northern New Jersey. Mc- 
Keough will call on refrigeration 
and airconditioning jobbers and 
manufacturers in those areas. 


Minneapolis-Honeywell Regu- 
lator Co. has appointed two new 
sales officials. R. E. Hall has 
been named Midwest region 
commercial sales manager. Joe 


Holl Teskoski 


Teskoski will replace Hall as 
branch commercial sales man- 
ager at the company’s Chicago, 
Ill. office. Hall will direct the 
company’s commercial division 
activities in Illinois, Indiana, and 
parts of Michigan, Wisconsin, 
Iowa, Missouri, Arkansas, Ten- 
nessee, Kentucky, Mississippi. 


first aid 
for all 
capacitor-start 


FIND IT FAST... 


with the Aerovox Model 85 
Motor-Starting Capacitor 
Selector. Your customers 
demand fast service... 
especially when there’s 
perishable food at stake. 
The Capacitor Selector 
helps you to select the 
proper capacitor fast 
when the defective unit is 
unidentifiable. The unit 
provides progressive ca- 
pacity choices from 17.5 
to 152.5 mfd. 


Both the Capacitor 
Selector and Emergency 
Capacitor are available 


FIX IT FAST... 


with a Model 86 Aerovox 
Emergency Capacitor. 
Once you've determined 
the value of the faulty 
start capacitor it’s a 
simple matter to take an 
Emergency Capacitor and 
make up the required ca- 
pacity to get the motor 
running again. 


Emergency unit simply clips 
in position in place of faulty 
capacitor. Replace emergency 
unit when time permits with 
an exact-duplicate Aerovox 
motor-start capacitor. 


from your local Aerovox Distributor 


who stocks and sells a 


complete line of exact-duplicate 


motor-start and motor-run capacitor to meet 
all your replacement needs. See your local Distributor today 
for your free copy of the new Aerovox AC Capacitor Catalog and Wall Charts. 


AEROVOX CORPORATION 


DISTRIBUTOR DIVISION 
NEW BEDFORD © MASSACHUSETTS 
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Shaped for 60... 
the NEW DUNHAM-BUSH ‘LSBC’ 


...a Low Silhouette Blower Condenser 
that offers high 
performance and exceptional 
installation flexibility 


The shape of the Dunham-Bush ‘LSBC’ really has a function... the low lines of this 
new air cooled blower condenser give it an important application/installation superiority 
over similar units of different design. 

Because its new engineered shape ensures safe pounds-per-square-foot loading, 
the ‘LSBC’ can be installed virtually anywhere on any roof, without the costly rein- 
forcement of roof members usually necessary to support heavier units. And, the low, 
compact ‘LSBC’ is easily accommodated within minimum space, yet has the operational 
and construction features to meet the most rigid performance demands. Air move- 
ment is up and out, meaning minimum noise rating. 

Other major features include a high efficiency inner-fin condenser coil with less 
internal volume and therefore smaller refrigerant charge... drip-proof, NEMA frame, 
grease-lubed ball bearing type motors, with an adjustable base to facilitate belt tension 
adjustment. 

The ‘LSBC’ is available in a variety of circuits. Models range from 5 to 53.5 tons. 

For further information, write for Form No. 7011-1, or call the Dunham-Bush 
sales engineer near you. 


Dunham-Bush, Inc. Tn 


AIR CONDITIONING + REFRIGERATION » HEATING + HEAT TRANSFER 
WEST HARTFORD 10 e CONNECTICUT © JU. S. A. AM + tae 


— (mane even (Camasa) LTO. 
oneweren. = 


Gazz meen Cro a> rE Commans Team (Cameon) LTO 
Ponte MeTs ENGiame ror mere rane 
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like a globe! 


You’ve never seen a valve like this newly designed 
HUSKY conical gate. New shape, new closure prin- 
ciple that provides unrestricted flow, but can be 
throttled from shut to wide open. And, there’s 
practically no wear out. These new HUSKY features, 
together with its low price, permit contractors to 
greatly upgrade all installations. Presently avail- 
able at wholesalers in 4%” and 3%” sizes (solder end 
or threaded). 


STRAIGHT- 
THROUGH 
~ PASSAGEWAY 


FEATURES 


Hexagonal Body ® Concave Seat 
e Buna-N Gate ¢ W.0.G. 
® Non-Rising Stem @ Full Flow 
@ Throttle Control ¢ Aluminum 
Handwheel @ Fingertip Closure 
Only Seven Parts 


Radiators 


NIBCO 


inc. 


HUSKY 


Fuel Supply BRASS VALVES 
Water Pumps Air Lines «».and many others 


NIBCO INC., Dept. K-6902 
Elkhart, Indiana 


Circle No. 14 on Reader Service Card 
THE REFRIGERATION & AIRCONDITIONING BUSINESS/FEBRUARY 1960 





Friendly Symbol of Fresh, New Service: 
Look for UCON IKE ! 


Ucon IKE stands for America’s newest refrigerants — 
top-quality Ucon Brand Refrigerants. Plus a brand- 
new approach to service... backed by a published 
marketing policy. 

You'll like the people who make this policy work for 
you. They’re friendly, competent, imaginative people, 


UCON Brand Refrigerants are manufactured by 


who know and care about your problems. 


The service they provide is what makes the real dif- 
ference in refrigerants! 
UCON Refrigerants: 5 top-quality grades; full range 


of unit sizes; color-coded at the top; personalized 
service. 


exclusive sales agent 


30 East 42nd St., New York 17, N. Y. 
Exclusive Sales Agent to Air Conditioning and Refrigeration Wholesalers 


UNION CARBIDE CHEMICALS COMPANY — Division of Union Carbide Corporation “a ; ~~ 
2 


ANSUL CHEMICAL COMPANY, Marinette, Wisconsin 


ANSUL 


UCON ond UNION CARBIDE ore registered trade morks of Union Carbide Corporation 
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This ARI Seal of Certification on unitary* air-conditioning 
equipment tells you—and your prospects—that it meets its 
published standards of performance. 

With the ARI Seal on a unit, you can specify it with complete 
confidence. You know that the unit is built and backed by one 
of 46 companies who manufacture 90° of all unitary equip- 
ment sold. You know it is subject to intensive laboratory 
testing under adverse conditions and is rated to perform at 
maximum cooling capacity in the hottest, most humid weather. 

ARI-certified equipment makes it easier for you on any job. 
It is easier to sell and to maintain. Once installed, you'll have 
fewer complaints from customers, fewer service calls, less re- 
pair and replacement expense—fewer headaches all around. 

The ARI Seal of Certification on unitary equipment is an 
excellent sales closer. Put it to work for you next time you 
talk to a prospect. 


*“Unitary” air conditioners included in this program: all packaged air conditioners, 
whether single units or two-piece units (called “split” systems) up to 135,000 B.T.U.'s per 
hour in capacity, but not including room air conditioners. ARI Standard 210-58 for 


clectrically-driven equipment; ARL Standard 250-58 for heat-powered equipment, 


this seal helps you sell 


For free explanatory booklet and Directory of participating 
manufacturers, write to: Chief Engineer, Dept. J-201, Air- 
Conditioning and Refrigeration Institute, 1346 Connecticut 
Avenue, N.W., Washington, D.C. 
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CHOOSE 
BOHN 
KNOWN-CAPACITY 


COILS 


ALL BOHN COILS are ruggedly built... 


Die-formed plate-type aluminum fins... from 4 to 14 per inch...with 
self-spacing collars completely covering the tubes. Permanent, tight, 
metal-to-metal fin-tube bond. 

Heavy-gauge casings die-formed from galvanized steel. 

Headers of heavy-wall seamless copper tube with heavy die-formed 
end caps. High pressure tested at 320 psig. minimum air pressure 
under warm water. 


Tested and rated according to ASRE-ASHAE standard 33-58. 


IN ADDITION ... 


DIRECT EXPANSION COIL — Type DE, insures equal distribution 
of refrigerant with brass pressure-type distributors; 
WATER COIL — in Types WH, WF, and WD, is drainable in every 
type; 
STEAM COIL — in Types S, NFS, and NFO, has condensing tubes 
pitched in casing a minimum of ” per foot of tube length, as well 
as orificed steam supply tubes, and coil tubes floating free within 
coil casing to prevent stress and strain on tubes and joints... maxi- 
mum operating pressure 200 psig. at 400° F. 

A Memo from BOHN: 


We are one of the largest manufacturers of specially 
designed evaporators and condensers for Original 
Equipment Manufacturers of refrigeration and air 
conditioning units and systems. 


For full information, call or write... 


BOHN Buy the known line...the BOHN line 


Aluminum & Brass Corporation 


Danville Division + Danville, Illinois 
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February 1-4, 1960 
2nd Southwest Heating & Air- 
Conditioning Exposition 
Memorial Auditorium 
Dallas, Tex. 


February 1-4, 1960 
American Society of Heating, 
Refrigerating & Air-Conditioning 
Engineers, Inc. 
Baker Hotel 
Dallas, Tex. 


April 4-7, 1960 
23rd National Oil Heat & Air 
Conditioning Exposition 
The Coliseum 
New York City 


April 4-7, 1960 
Oil Heat Institute of America 
( Annual Convention ) 
Park-Sheraton Hotel 
New York City 


April 27-30, 1960 
Western Air Conditioning, Heating, 
Ventilating & Refrigeration 
Exhibit & Conference 
Shrine Exposition Hall 
Los Angeles, Calif. 


May 1-3, 1960 
Northamerican Heating & Air- 
conditioning Wholesalers, Inc. 
(Semi-annual meeting ) 
Roosevelt Hotel 
New Orleans, La. 


June 20-22, 1960 
American Society of Refrigerating 
Engineers 
(Annual Meeting ) 
Royal York Hotel 
Toronto, Canada 


November 27-30, 1960 
Air-Conditioning & Refrigeration 
Institute (Annual Meeting ) 
Hollywood Beach Hotel 
Hollywood Beach, Fla. 


November 28-29, 1960 
National Commercial Refrigerator 
Sales Association 
(Annual Convention ) 
Royal Orleans Hotel 
New Orleans, La. 
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and in addition 
get the simplest 
and most efficient 
automatic hot 
gas defrosting 


: 


y 


THERMEX® 
Ao go 


THERMEX® 
ACCUMULATOR 


“Z" UNIT 
COOLER 


TIMER 
SOLENOID 


The McQuay Thermex® hot gas thermal exchanger 
defrosting system is the simplest available today, yet you 
save up to 25% on initial costs. You get extra-rapid de- 
frosting due to the Thermex® accumulator, which also 
affords protection to the compressor by keeping raw 
liquid from the compressor until it is vaporized. The 
McQuay Thermex® system is fully automatic, and the 
number of defrost cycles can be adjusted to meet any 
requirement. Before you select any hot gas defrost system, 
investigate the McQuay Thermex® system. Eight sizes 
are available, from 3,000 to 32,000 Btu/hr at 10° T. D. INC. 
See your McQuay wholesaler, or write McQuay, Inc., 
1643 Broadway Street N.E., Minneapolis 13, Minnesota. AIR CONDITIONING * HEATING ¢ REFRIGERATION 
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COOLING CENTER 


. controls the remote 
condensing unit. Internal 
circuits are factory-wired. 


FAN CENTER 
.controls the air 
handling equipment on 
CSA ur Mod Me elt 


condensing units. 


RIMSET thermostat 
...just dial the rim! 


Here’s the room thermostat to use on all 
of your heating-cooling jobs. It is easier 
to set...easier to read...simply dial 
the rim, the scale remains stationary. It 


is easier to install . . . leveling is not 


essential. It has snap-acting contacts... 
no “‘teetering’”’ to cause undesirable ‘‘on- 
off” operation. It has various sub-bases 
for 12 different heating-cooling jobs. And, 
it has modern styling and beauty. 


we 


ee 
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CVA Rau] 
“CODED” 








POISE di 


... for self-contained systems 
interlocks in one unit all heat- 
ing-cooling functions 


AIR CONDITIONING 
Ce ae 


with color coding of all internal wiring! 


COLOR CODING is today’s biggest, most welcome 
news in Control Centers for residential air conditioning. 
It makes servicing... when and if required... 
extremely easy and fast! It saves time . . . saves money 
...and avoids system shutdown! 

In Penn’s newest line of Control Centers, field- 


replaceable components are easy to get out... easy 
to get in correctly because all internal wiring is color 
coded. And, all color-coded leads are equipped with 
quick-connect terminals. . 


- no more looping of 


wire or soldering connections. 

There are other advantages, too! Centers are small 
to save space in compact 2 and 3 H.P. units, yet they 
are easily accessible. Wrap-around cases save wiring 
time in factory and field. And, field-installed Fan 
Centers have Life Guard reverse panel construction. 
All operating parts are easily accessible, yet are fully 
protected against accidental damage. Write to the 


factory for the complete story on these new, better 
Penn Control Centers. 


PENN COMTROLS, VC. ses isn 


EXPORT DIVISION: 27 E. 38th ST., NEW YORK, N.Y. 
AUTOMATIC CONTROLS FOR HEATING, REFRIGERATION, AIR CONDITIONING, APPLIANCES, PUMPS, AIR COMPRESSORS, ENGINES 
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... for Peak Performance Air Conditioning! 
Sporlan Calel- tC. - » the first molded porous core 


filter drier... Sporlan’s amazing epee the first 


combination moisture and liquid indicator... Sporlan 
Solenoid Valves with the layer wound Blue Seal Coil... 
Sporlan Thermostatic Expansion Valves with the original 
FLOWMASTER element and Refrigerant Distributors with 


the versatile interchangeable nozzle... 


offer You a perfect combination engineered 
Ask your . to fit any size installation... 
friendly Sporlan right down the line! 
Wholesaler 
for your copy of 


Condensed BO, SPORVAN VALVE COMPANY 


Catalog 58 today! 7525 SUSSEX AVENUE ST. LOUIS 17, MISSOURI 


EXPORT DEPT: 8S BROAD ST., NEW YORK 4, N.Y. 
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HERE'S WHY SO MANY ENGINEERS SPECIFY 


Phelps Dodge Copper Tube for refrigerating, 
air conditioning and heating units! 


Phelps Dodge has complete control of its copper 

tube from original source to finished product. The 
copper used in Phelps Dodge tube comes from Phelps 
Dodge-owned open-pit mines, is smelted in Phelps Dodge 
refineries and fabricated in modern Phelps Dodge mills. 
This overall Mine-to-Market control is assurance of 
highest quality and finest workmanship. 


2 Phelps Dodge devotes particular attention, 
throughout fabrication, to uniform anneal for tube 


flaring and careful control of die draw for close tolerance. 


Phelps Dodge can supply maximum tube lengths 

and precise wall thicknesses engineered to customer 
specifications; straight length tube tempered to meet 
bending and expanding requirements. 


Phelps Dodge multiple mill operation guarantees a 
steady source of tube supply to meet the needs of 


manufacturers of refrigerating, air conditioning and 
heating equipment. 


It’s the famous Mine-to-Market Quality Line . . . sold the quality way —through authorized wholesalers! 


PHELPS DODGE COPPER PRODUCTS 


CORPORATION 


New York, N.Y. *« Los Angeles, Calif. 
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See our exhibit Booth 320, Southwest Heating & Air Conditioning Exposition 
Dallas, Texas, February 1 Thru February 4, 1960 


the world’s “HOTTEST” 
towboat... 


SP 


Huge 180 foot Federal Barge Lines towboat, the United States, has 50% 
greater horsepower than the largest towboat on the rivers. It can push 40 
barges, totaling 1/3 mile, or 300 ft. longer than the “‘Queen Elizabeth”. f 


ia 
Ca 


/ 
, / 
Space saving design versatility? Easy installation? Operating dependability? 
Comparative cost? All these factors were considered by St. Louis Shipbuilding 
and Steel Company in the selection of air conditioning equipment for the world’s 
most powerful towboat. The shipbuilders’ and their design engineers’ careful 
choice? A Curtis 20-ton packaged liquid chiller system. This equipment will cool 
the crew's quarters, galley, mess room, officers’ and guest quarters—all with 
individual room or area temperature control. ; . 


Ct 
She 


Be 
Lt 


jf 


/ 
Your selling job is easier when you sell» / 


Curtis—well-known installations and steady | 
advertising have made your customers : 
familiar with the completeness and depend- } 
ability of the Curtis line. You can safely: 
promise peak performance always up to, 
and frequently surpassing, rated capacity. 
Your profit on Curtis is the industry's envy : 
. and the minimum service required on! 
Curtis equipment keeps relations with your : 


customers at their best. ‘ 


THE COMPLETE LINE OF LIQUID CHILLERS PACKAGED AIR CONDITIONERS * CONDENSING UNITS 
/ 


' ESTABLISHED IN 1854 


MANUFACTURING COMPANY ” REFRIGERATION DIVISION ° St. Louis 33, Missouri 
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. 


aa 


the TARGET 
of Enemy ‘1 - 


A, A ee ly my sccm tame 


You might work at a lathe, on a tractor, behind a counter, 
behind a desk. It makes no difference. No one is immune to 


the heart diseases, our nation’s #1 health enemy. 


Your Heart Fund is your #1 defense. Your contributions 
support heart research. You make it possible for your Heart 
Association to bring the latest research advances to your phy- 


sician—and to protect your heart and all the hearts you love. 


GIVE TO HEART FUND Tf FIGHT HEART DISEASE 
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"= Something new 
for the air conditioning boys...and coils! 


Now, Air Handlers from Halstead & Mitchel! in 880 to 47,500 CFM Range 


Before you buy any Air Handler, check and compare these new 
H&M units, feature for feature and price for price. 


AH Series Air Handling Units 


lt] 


| | 
| | 


! 
a wi Mabel 


See how easily H&M Air Handlers accommodate matching cooling 
and heating coils, with space for up to 12 rows of coil depth overall! If 
you like, H&M coils (from 2 to 68 square feet of face area) can 
be factory-installed, leaving protruding connections on either side 
for easy hook-up. Halstead & Mitchell makes the coils you need to 
match: direct expansion, chilled water, hot water, standard or non- 
freeze steam. Filter sections are also available. 


Performance? H&M Air Handlers deliver air against static loads up 
to 2-inches water gauge, and do it quietly. 


Construction? They’re the sturdiest units in the field. Forward 
curved centrifugal blowers are enclosed in a heavy gauge cabinet 
featuring formed steel corner posts and flush mounted panels. 


Price? Just ask your H&M distributor. You'll be pleased. He has all 
the engineering information, too. Or, you can write for Bulletin 
AHU-100, Halstead & Mitchell, Bessemer Building, Pittsburgh, Pa. 


Air Handlers « Finned Coils « Air-Cooled Condensers * Cooling Towers © Water-Cooled Condensers 
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CORKING GOOD IDEA 


-—For Copper Refrigeration Service Tube 


In its new, plastic plug refrigeration tube seal, Wolverine Tube applies 
the same principles that have made the cork so effective—and so prac- 
tical! Just look at the benefits this new type end seal brings your way: 


e Cork-like action positively prevents entry of moisture and dirt 
e Easy to insert—-Easy to remove 


e Can be reinserted into the remaining portion of unused tube to keep 
it clean 


e Prevents tube wastage by making it unnecessary to cut off tube ends 


e Same O.D. as tube—permits sealed tube to pass easily through walls, 
ceilings, partitions, etc. 


And remember, when you ask your wholesaler for Wolverine, you’re 
asking for the easy-to-bend, dehydrated tube that comes packaged in 
the round, Roll-O-Tube® carton you can use as a reel. Try it next time 
you buy copper refrigeration service tube. 


CALUMET & HECLA. INC. 
Gaumeay Guemnens WOLVERINE TUBE 
URANIUM DIVISION SIVISION CF -:.2 
GOODMAN LUMBER DivISION 
WOLVERINE TUBE Division CALUMET 5 HECLA, inc. 

& Gants 17228 Southfield Road 


CALUMET & LA OF CANADA LIMITED 


wo TUBE DIVISION Allen Park, Michigan 
CANADA VULCANITER @ EQUIPMENT CO. LTD. 
UNIFIN TUBE DivISION L e . ee tn e a 4 


PLANTS IN DETROIT, MICHIGAN AND DECATUR, ALABAMA 
SALES OFFICES IN PRINCIPAL CITIES 
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SP 


of Soofomance 


vidend for! 


Your Guarantee of the Most Rewarding 
Advantages in Air Conditioning History! 


Longest Trouble-Free Performance! Because each 
unit is inspected and certified by air conditioning 
experts using the most advanced testing facilities! 


Most Value per Dollar! York’s creative engineering, 
ultra-modern styling, and skilled craftsmanship 
make the big difference! 


Made Possible by New High- 
Speed Production Techniques 


Includes assembly lines with power-driven con- 
veyors that never stop; new multi-spindle milling 
machines; automatic refrigerant-chargers; auto- 
mated punch presses, electrostatic painting devices 
and much more! 


York puts more into every unit, so you get more out of it 


YORK 


ela ie] 
York Corporation, Subsidiary of Borg-Warner Corp. 


BORG-WARNER 
RESEARCH & 
ENGINEERING 
MAKE IT BETTER 


Refrigeration and ice-Making Equipment. 


Air Conditioning, Heatin 
mmercial and Industrial Installations 


Products for Home, 


Greatest Profit Potential! High-speed production, 
rigid quality control, and quantity purchasing let 
you sell competitively...at a higher markup. 


Finest Inventory Supply Program! York factory 
personnel and distributors work with you to 
establish a realistic inventory program! 


Plus New Advanced Quality- 
Control Facilities 


York uses the most modern testing instruments 
available to check and recheck BTU capacities, 
sound levels, air flow CFM, wiring, voltages, 
everything! The object: to make York units that 
perform better, last longer, cost less! 


Sales Manager 

ed Products Diy 
°rporation P 
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Gentlemen: 
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In dance studios and delicatessens, 
nightclubs and nurseries. . . « You'll find 


Dance, ballerina, dance—under the expert eye of the dance master. Air-conditioning 
in the studio helps this little ballet dancer enjoy her hours of practice and perform 


better, even in the heat of summer . 


The cold cuts stay tasty and the dairy prod 
ucts sweet and farm fresh, thanks to refrig- 
erated display counters and modern freezer 
lockers at the corner delicatessen. Smart 
proprietors please their customers even 
more with whole-store air-conditioning. 


. . keeps the air fresh and pure year ‘round. 


Plenty of atmosphere pervades this swank 
nightspot—and it isn’t smoke-filled! Air- 
conditioning gently circulates the air and 
provides a gentle stimulus, too, for in- 
creased business during the summer. 


GENERAL CHEMICAL DIVISION 


40 Rector Street, New York 6, N. Y. 
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genetron 


SUPER-DRY 
REFRIGERANTS 


approved! accepted! 


preferred! 


Wherever you go, you'll find “Gene- 
tron” super-dry refrigerants universally 
accepted for use as original or replace- 
ment charge in modern refrigeration 
and air-conditioning equipment. 
“Genetrons” offer unexcelled purity 
and dryness . . . and their strict quality 
specifications are consistently bettered 
in production. Leading equipment 
manufacturers, refrigeration engineers 
and air-conditioning and refrigeration 
wholesalers approve, specify and recom- 
mend them. They know they can always 
count on “Genetron” refrigerants for 
dependable, trouble-free performance. 

“Genetron” super-dry refrigerants 
are available from wholesalers every- 
where, coast to coast. See your whole- 
saler. Insist on “Genetron”! 


genetron B1 orance taser cci,F 
TRICHLOROMONOFLUOROMETHANE 
genetron 12 write caset cci.F, 
DICHLORODIFLUOROMETHANE 
genetron 22 creen caset cucir, 
MONOCHLORODIFLUOROMETHANE 
genetron 113 purrte tase c.c1,F, 
TRICHLOROTRIFLUOROETHANE 


genetron 1144 sive Laset c.cI.F, 
DICHLOROTETRAFLUOROETHANE 


Sound asleep—and chances are he'll stay 
that way all night long, with a window 
air-conditioner in the nursery. Air-condi- 
tioning keeps the temperature at a comfort- 
able level, eliminates drafts and stuffiness. 


HTT =xe| 
hemical 
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it’s Our Birthday —Let’s Celebrate It Big! 


HIS symbol marks a birthday — an important birthday for everyone in 
the airconditioning business. 


If you consider just the cooling side, you might be inclined to say that 
ay a airconditioning was not born until 1902, when Willis Carrier designed and 


installed what is generally regarded as the first scientific airconditioning 
system. 


waits 


But the day is gone when you could consider the cooling side only and 
AUTOMATIC HEAT : ‘ 


really claim to be in the airconditioning business. The fast spreading ac- 
ceptance of the year-round concept, and the steadily increasing demand by 
the customer for single-source responsibility for all-weather indoor comfort, 

makes heating an important and integral part of the airconditioning picture. 


With this in mind, you have to reach a lot further back for a birthday. 
Back, say, to 1885. For it was in that year that some unsung gadgeteer got 
so tired of chasing up and down the cellar stairs to tend his furnace that he 
developed and patented the first practical system of linking thermostats to 


damper flappers. So now the industry is celebrating the 75th Anniversary of 
automatic heat. 


It really doesn’t matter whether or not you feel that the year 1885 
properly represents the industry's birthday. What is important is that in 
1960 a concerted industry effort is underway to cash in on the Diamond 
Jubilee of automatic heating and airconditioning. And whether you are 
manufacturer, wholesaler, contractor, distributor, dealer, or serviceman, 
here is a promotional horse you can saddle up for your own benefit and 
ride hell-for-leather to greater sales, bigger profits, and a more solid repu- 
tation for your own business activities. 


There’s nothing stereotyped about this Diamond Jubilee activity. Every 
segment of the industry, every trade association, every individual firm is 
free to make the most of this central theme in the way it deems best. 


But the symbol reproduced on this page is suggested as a possible rally- 
ing point for all who wish to share in the benefits of this promotional effort. 
It has been approved for this purpose by editors of business publications 
representing every element within our great industry. It’s yours — gratis — 
if you wish to use it. 


Don’t forget that one of the basic premises of good advertising, or good 
sales promotion, is repetition. One impression usually doesn’t make much 
of a dent on the individual consciousness. But if enough companies at all 
levels in our industry elect to use this 75th Anniversary symbol or this 
Diaraond Jubilee theme the repetitive impact will go a long way toward 
convincing prospects that ours is a substantial and matured industry capable 
of adequately providing for their every airconditioning need. 


This will mean more business for us all. 


I wrote on this page a couple of months ago that the decade starting with 
1960 offers extraordinary growth opportunities to everybody connected with 
the airconditioning business. I still think so. And I’m convinced that active 
participation in this Diamond Jubilee celebraton would be a mighty profit- 
able way to start the decade off. 


So tie this Diamond Jubilee theme into your airconditioning merchan- 
dising activities this year, and help put another candle on the cake! 
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(766s IN REVIEW... 





National-U.S. Radiator Corp., has been purchased by 
Crane Co. Involved in the sale were all divisions of the Corporation includ- 
ing Drayer-Hanson, Cyclothern, Pacific Steel Boiler, Viking Air Products, 
Plastic Metals, Marine Products, Heat Transfer, Heating and Air Condition- 
ing, and Special Products. The purchase will make a full line of plumbing and 
heating products available for both Crane and National-U.S. wholesalers. 


Pennsalt Chemicals Corp., will invest about $500,000 
in a new blending, packaging and warehousing plant in Atlanta, Ga. The new 


facilities are scheduled to start operation in the spring of 1960. The plant 
will be constructed on a 10-acre site. 


Uniform sales policies and distribution is in effect 
for two Hupp Corp. divisions — Typhoon Air Conditioning Div., Brooklyn, 
N. Y., and Typhoon Heat Pump Div., Tampa, Fla. Under the consolidation, dis- 
tributors and dealers of either line may handle the other under identical 
conditions. Officials report this change was made because of a numerical and 
geographical increase in the heat pump market. 


Sales increases of 41% and 58% of heating and cooling 
units, respectively, were recorded in 1959 over 1958 by Lennox Industries, 
Inc. President John W. Norris pointed to an increased builder sales program 
as part of the reason for this jump. 





Seven production lines have been added to the heat 
capacity of Tenney Engineering, Inc. with the completion of a new 


; 
transfer 


plant at Wilmington, N. C. First shipment of the firm's expanded line of re- 
frigeration coils is scheduled for early January. The new fully air-condi- 
ned building offers 75,000 sq. ft. of engineering, manufacturing, and 


Construction will soon be underway for a million-dol- 
lar plant in Salt Lake City, Utah by Trane Co. to better serve the firm's 
markets in 11 western states. Operation is expected within a year for the new 
plant, which will have 60,000 sq. ft. of space plus warehouse facilities. 
According to officials, the plant will be basically a sheet metal operation 
with some partial fabrication and final assembly added. 





Six copper producers are charter members of Copper 
Products Development Association, Inc. Member companies are: American Metal 
Climax, Inc.; American Smelting & Refining Co.; Anaconda Co.; International 
Nickel Co. of Canada, Ltd.; Kennecott Copper Corp.; and Phelps Dodge Corp. 
Dr.Clyde Williams, president, Battelle Memorial Institute, Columbus, Ohio, 
has been named technical director of the association. 
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the quality 


sells... 
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THE PROFIT PARADE IN THE 60'S 
WILL BE LED BY JANITROL SELECT DEALERS! 


Paced by the exclusive Janitrol Select Dealer Plan that gives you action in place of promises... 
adds vital new depth and dimension to your Growth and Profit Future! 


Chock- out the highLighta | 


l 


) Personalized Dealer Management Services 


) Powerful National Advertising . . 


The Finest Factory Technical Training Program in the in- 
dustry . . . tuition-free for Select Dealers! 


expert 
guidance in all phases of management, including sales training, 
recruiting, accounting, advertising, and engineering available 
to Select Dealers at no cost! 

Dealer Information Service authoritative newsletters, 
bulletins and periodicals keep Select Dealers up to date on 
latest developments in equipment, applications, service and 
merchandising slants! 

Regular Regional Meetings . . . bring Select Dealers and Jan- 
itrol personnel together for stimulating discussions of merchan- 
dising, management, engineering and other subjects pertinent 
to dealer growth and profit! 

Liberal Dealer Stocking Plans . . . assure the equipment re- 
quired by Select Dealers will be on hand when needed. 


Free Retail Salesman Training and Aids . . . Janitrol helps 
recruit and train salesmen for Select Dealers. Provides proven, 


sales-clinching presentation manuals for cooling, heating and 
new home builder selling! 


Protected Territories .. . Select Dealer Franchises in any market 
area are limited. No “free-wheeling” franchising to choke 
off profits! 

Powerful Planned Co-op Advertising . . . a year-round pro- 


gram of hard-hitting local level advertising and promotion pre- 
pared for you by experts! 


. to create demand in your 
own local market for Janitrol products—back up your sales 
and promotion activities! 


Promotion Package Worth $300.00 . . . for newly franchised 
Select Dealers. Includes illuminated signs, floor and window 
displays, colorful literature, demonstration kits, etc. 


Yellow Page Telephone Listings . . . reserved for you, as a 


Select Dealer, in your own local phone book under the JAN- 
ITROL headings. 


12 Competitive Pricing . . 


. made possible by famous Janitrol 
advanced engineering and new automated production lines. 
Puts Select Dealers in the driver’s seat with quality at low cost! 


The Top Brand Name... . Janitrol leadership in design and 
quality is nationally recognized and acclaimed. Over two 
million Janitrol units have been sold! 


A Great Line . . . A Complete Line including the all-new 
52 Series condensing units! 


Now, a cooling line built to bring you 
new sales and profit opportunities . . . do 
away with installation and service head- 
aches! The new 52 Series units have 
larger coils for higher efficiency . . . dis- 
tinctive, prestige styling . . . sun-shaded 
coils . . . weather-resistant finish .. . 
acoustically treated cabinet . . . 100% 
safety for children and pets. Top exhaust 
protects nearby plants . . . Full A.R.I. 
Certification . . . operates with up to 
125°F outside temperature! 


Other quality products in Janitrol’s full line include Oil and 
Gas-Fired furnaces in horizontal, vertical and counter-flow 
models . . . plus a special line of competitive equipment built 
for the high volume, new home market! In cooling, Janitrol 
covers the residential and commercial markets with economical, 
self-contained units; add-on, modernization units and a com- 
pletely new series of air-cooled condensing units. Janitrol Unit 
heaters, duct furnaces and schoolroom conditioners blanket 
the industrial heating market with a wide selection of models 
from 30,000 up to 1,750,000 Btu inputs. 

You owe it to yourself to get the full story on Janitrol’s full 


line . . . plus the fabulous Janitrol SELECT DEALER PLAN! 
WIRE COLLECT RIGHT AWAY! 


AR ETROL 
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1960 AIRCONDITIONING SPECIFICATIONS” 


Air Cooled Packaged Airconditioners 


Air Cooled Condensing Units 


AIR COOLED PACKAGED 


AIRCONDITIONERS .......... A2 
Addison Products Co. . A4 
Airtemp, Div. of Chrysler Corp. A3 
Amana Refrigeration, Inc. A3 
American Furnace Co. A3 
American-Standard, 

Air Conditioning Div. .. A4 


American-Standard, Industrial Div. A5 


Armstrong Furnace Co., Div. of 

National Union Electric Corp. A4 
A. Brown Products Corp. . A2 
Bryant Mfg. Co. .... A2 
Carrier Corp. A5 
Century Engineering Corp. A2 
Coleman Co., Inc., The A5 
Continental Mfg. Sa. A2 
Coolerator Div., 

McGraw-Edison Co. A4 
Day & Night Mfg. Co. A2 
Delco Appliance Div., 

General Motors Corp. A2 
Forston Co., Mfr., The Aé 
General Electric Co. A5 
Heat Controller, Inc. AS 
Holly General Co., 

Div. of Siegler Corp. A5 
Janitrol Heating and Air Conditioning, 

a Div. of Midland-Ross Corp. AY 
Kauffman Air Conditioning Co. Aé 
Laurel Products, Inc. A5 
Lennox Industries, Inc. . Aé 


Mathes Co., The, 


Div. of Glen Alden Corp. A5 
Mayflower Air Conditioners, Inc. A3 
Melchior, Armstrong, 

Dessau Co., Inc. A2 
Mueiler Climatrol, 

Div. of Worthington Corp. A5 
National Thermatic Corp. A2 
Niagara Furnace Div., 

The Forest City Foundries Co. A4 
Peerless Products Co. A2 
Perfection Div., Hupp Corp. Aé 
Revco Inc. A4 


Thermo-Products, Inc. .... 

Typhoon Air Conditioning Div., 
Hupp Corp. 

Utility Appliance Corp. 

Viking Mfg. Corp., The . 


Westinghouse Electric Corp. 
Whirlpool Corp. 


Williams Oil-O-Matic Heating Co., 


Div. of National Union 

Electric Corp. 
Williamson Co., The 
Worthington Corp. 


York Corp., 
Sub. of Borg-Warner Corp. 


AIR COOLED 

CONDENSING UNITS 
Addison Products Co. 
Airtemp, Div of Chrysler Corp. 
Amana Refrigeration, Inc. . 
American Furnace Co. 
American-Standard, 

Air Conditioning Div. ...... 
Armstrong Furnace Co., Div of 

National Union Electric Corp. 


Aua. G. Barkow Mfa. Co., Inc. . 
A. Brown Products Corp. . 
Bryant Mfg. Co. 


Carrier Corp. 
Century Engineering Corp. 
Cobelli Industries, Inc. 
Coleman Co., Inc., The 
Continental Mfg. Co. 
Coolerator Div., 
McGraw-Edison Co. 
Curtis Mfg. Co. . 


Day & Night Mfg. Co. 

Del-o Appliance Div., 
General Motors Corp. 

Dunham-Bush, Inc. 


Forston Co., Mfr., The 
Friedrich Refrigerators, Inc. 


General Electric Co. 


Heat Controller, Inc. 
Henry Furnace Co., The 
Holly General Co., 

Div. of Siegler Corp. . 


eeeeee 


A2 
. A4 
A3 
. AS 
A3 


a 


A5 
A3 
. Ab 


A3 


Al3 
. AY 
Al5 
Ag 
A? 
A7 
Ald 
Al2 
Ald 


Al3 
Al3 


A8 


Ag 
All 


Alé 
Al2 


Al2 


Als 
A8 


. As 


Janitrol Heating and Air Conditioning, 


a Div. of Midland-Ross Corp. ..... A7 
Louvet Praduets, tne. ..... ssbeces All 
Lennox Industries, Inc. So 
Lincoln Air Control! Products, Inc. ... A8 
Mathes Co., The, 

Div. of Glen Alden Corp. ........ Al2 
Mayflower Air Conditioners, Inc. ...Al1 
Mueller Climatrol, 

Div. of Worthington Corp. .......Al0 
Muncie Gear Works .............. Al3 
National Thermatic Corp. .......... A7 
National-U.S. Radiator Corp. ...... A8 
Niagara Furnace Div., 

The Forest City Foundries Co. ...A13 
C. A. Olsen Mfg. Co., The ......... A8 
Peerless Products Co............- . A8 
Perfection Div., Hupp Corp. ........ Al4 
Revco Inc. .Al3 
Rheem Mfg. Co. . Al5 
Rybolt Heater Co., The ... .Al2 
Southwest Mfg. Co. ........-.-.-- Al5 
Taylor-Burch Refrigeration 

| eee ee .. Al3 
Texas Products Mfg. Co. .......... All 
Therm-Air Mba. Co. ........sescceee Alo 
Thermo-Products, Inc. .......... .. AY 
Toridheet Div., 

Cleveland Steel Products Corp. .. .All 
Toatn GR, FO von sch ok exconeeeod Alo 
Typhoon Air Conditioning Div., 

Hupp Cort... 2. ce cscccepes= Alé 


United States Air Conditioning Corp. A7 
Utility Appliance Corp. ..........-- A7 


Viking Mfg. Corp., The . AIS 
Welbilt Air Conditioning & Heating 

GON 5b de co Sb awenes se seeaxe= Al5 
Westinghouse Electric Corp. ...... Alo 
Whirlpool Corp. .... ia 
Williams Oil-O-Matic Heating Co., 

Div. of National Union 

ee eee oe . AY 
Williamson Co., The .........-.. ).Al0 
Worthington Corp. ...........-- Alé 
York Corp., 

Sub. of Borg-Warner Corp. ......All 





REPRINT PRICES — Reprints of this section available 
at the following prices: 1-24 copies, 50¢ each; 25-49, 


40¢ each, 50 or more, 30¢ each. 


The March and April issues will cover water cooled 
packaged airconditioners and packaged water chillers 


(April). 


(March), and room airconditioners and heat pumps 


The three sections combined will be sold at the 
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Net 

wr 

(lb.) 
292 
428 
662 
834 
438 
620 
225 


345 
463 
453 
303 
400 
390 
245 
405 

470 


292 
428 


662 


following special prices: 1-24 copies, $1.00 each; 25-49, 
75¢ each; 50 or more, 50¢ each. 
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Mighty METRO does it again! 


INCREASES THE EFFICIENCY...LENGTHENS THE LIFE... 
OF AIR CONDITIONING SYSTEMS! 


SS a well balanced 

SS _ aa program... 
DESCALER : 
a. | ee 


<a 4 4 
3 ; 
'"-One reeaTmen? © / 4 a 
/ 


t 


—.) ae 
San At como ne 8 ie 


ame rearcmn rt 


METRO DESCALER 


Designed especially for emergency removal 
of scale deposits — and slime growths too — 
that cause high head pressures and electrical 
overloads. A safe, easy to use dry acid 
powder product. Quickly restores evap con- 
densers and cooling tower systems to top 
operating efficiency. But don’t wait for 
emergencies. Order your supply of Metro 
Descaler NOW in convenient 10-Ib. poly- 
ethylene bags shipped in 50 and 100 Ib. 
disposable drums. Also available in bulk 
in disposable drum sizes up to 300 pounds. 


METRO E7 TREAT 


The ideal maintenance product to follow 
up cleaning with Metro Descaler. Metro 
EZ Treat is a complete water treatment in 
one package. Controls scale, corrosion, 
slime all season long. Keeps equipment 
operating at peak efficiency. Simple to use. 
No messy mixing or measuring. Comes in 
disposable feeder-cans that dispense the 
chemicals gradually, automatically into the Metropolitan Refining Co., Inc. 

pans. Packed six 5-lbs. feeder-cans per case 50-23 — 23rd St., Long Island City 1, N.Y. 
for easy handling. ( 


Please send me technical information and prices 
including quantity discounts. 


For rush orders phone or wire collect. Fast t Please send details on how | can add these products 


; to my present line. | am a Distributor (|| Dealer 
delivery from our nearest warebouse. Contractor () Service Co. [) Other 


Please have your representative call. 
Firm Name 


Attention 


AAETROPOLITAN 


Address 
wf REFINING CO., INC. 
aaa 50-23—23rd STREET i 

ase LONG ISLAND CITY 1, N. Y. 
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BEST BET 
YET... 


For commercial refrigeration 
and air conditioning applications 


Ranco “QO” Series 
Replacement Controls 


WIDE APPLICATION: Available in tem- 
perature, low-pressure, high-pressure, 
dual-pressure and dual-temperature 
models—for a vast array of general re- 
frigeration and air conditioning applica- 
tions. Special installations include: ice 
cream cabinets, ice cube machines, milk 
coolers, walk-in units, signal circuits, dis- 
play cases, wide-cycle defrost systems, 
and others. 


UNLIMITED VERSATILITY: Varia- 

tions include fixed and adjustable differ- /NCORPORATED 
; ; Coty 

entials, operation on rise or drop in — MBUS. OHiG 

temperature or pressure, automatic or 


MODEL 010-1401 
Single Pressure Control 


ve &@& 
DIFFERENTIALES 


with manual reset, cut-out and cut-in 
ranges, capillary tubes with sweat or 
flared fittings. 


LATEST DESIGN FEATURES include 
stepped-up electrical rating—for im- 
proved performance, new style cover- 
for rapid identification in case nameplate 
is detached, easy installation features— 
including front access to terminals on 
most models. 


Get Ranco Wall Chart No. 1727 


from your wholesaler—(not available 
from the factory). It lists ‘‘O”’ series con- 
trols for every installation. 


em mem lm iam | ea sr ey ee 
INCORPORATED ef * hea mrmet Sa 


® Me cap the. 
hom) 4 Sal Pane fet 
« SAE Flare tae 
; | 0 ow ‘26 "ube 

TY ; + : 100 te 580 pw 
Columbus 1, Ohio i hoe 
LSP oe | Ot 480 om 64 tat Prone tot 

ment cone SLE HN ye 
| 100 to 280 

rat ~ 


108 


‘SAE Mee, ethow 
0 EO ettncoe 
a 
Lee | 0 we en . Mew) % oe. 
7 bie , 
~~ "| 1000 360 om | 2 ae gaa, te 
Sew {40.20 Sse gs | | 


~ 
| Mt i ee! 


tien ele) ee 
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PROFITABLE SERVICE AND 
INSTALLATION PRACTICES 


Visible Dispatching Systems Speed Service Calls 


IF YOU WANT TO RUN a successful service business 
you must make it a practice to handle every call 
promptly and efficiently. 

This is even more important for the small shop 
than it is for the big contractor. One bungled 
service call often means a lost customer. And the 
smaller the firm, the more each customer counts. 

A dispatching system that provides some sort of 
visible index can help you keep a closer check on 
your service business and plan your work more 
profitably. The system needn’t be complex or ex- 
pensive. The only true test is how well it works 
for you. Here’s how three successful service com- 
panies handle this problem. 


a 


STAINLESS STEEL CLIP BOARDS (above) spaced along a ply- 
wood dispatching panel make day-to-day planning of service calls 
easy. There is a separate clip board for each day of the week, one 
for future calls, and one for out of town calls. This makes it simple 
to lay out each week's work in advance, then add to it as current 
calls come in. 


> 


SIMPLE SPRING-TYPE PAPER CLAMPS (right) hung on labeled 
pegs on the wall alongside his desk make it easy for this service 
shop owner to keep tab on his work. Service slips are grouped by 
type of call, such as C.O.D., call back, and no charge. 
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PLYWOOD FILE RACK (above) provides a separate compart- 
ment for every purpose. One row of slots is tagged with days of the 
week, another with the names of servicemen, a third with sections 
of the geographical area covered by the firm. Other compartments 
are labeled with such self-explanatory headings as motors in shop, 
motors being repaired out of shop, refrigeration units in shop, 
miscellaneous work in shop, units ready to return, will call, pickups, 
deliveries, and emergency rush. The smaller rack at right is for 
airconditioning calls only. Every service call is routed through this 
board from the time it is received until it has been completed. 
This keeps all in-progress records right before the owner's eyes. 





' "As Ae 


reliability of 


FREON 


originates here 


Du Pont’s years of experience and progressive research 
assure you of unsurpassed quality every time you buy 
Freon* refrigerants. Factory-sealed cylinders guarantee 
purity. Insist on genuine ‘“‘Freon’”’ refrigerants—the gold 
hood cap identifies its premium quality. 


FOR RETTER r THR H HEM TRY 


E. I.du Pont de Nemours & Co. (Inc.), “Freon’’ Products Division, Wilmington 98, Delaware 


MANUFACTURING CONTROL LABORATORY CONTROL UNLIMITED SUPPLY 


» r | GF 


*Freon and combinations of Freon- or F- followed by numerals are Du Pont’s registered trademarks for its fluorinated hydrocarbon refrigerants. 


Circle No. 31 on Reader Service Card 
54 FEBRUARY 1960/THE REFRIGERATION & AIRCONDITIONING BUSINESS 





THE RAPIDLY EXPANDING frozen 
food industry is becoming in- 
creasingly conscious of the need 
for standby protection for frozen 
foods. 

Frozen food warehouses of 
100,000 to 200,000-cu.ft. ca- 
pacity are mushrooming around 
most urban centers. Tall story 
(18-20’) freezers with palletized 
ope ration may have a product 
inventory of from $1.50 to $2 
per cu.ft. of space. So a 200,- 
000 cu.ft. freezer could hold up 
to $400,000 worth of frozen 
foods. 

Small wonder that wholesale 
food operators will go to great 
lengths to protect themselves 
against serious product loss. 
Equipment, services, and insur- 
ance are now available to them 
to provide this protection. 

For instance, warehouses of 
this kind should have freezer 
alarms keyed into the building’s 
burglar protection system. Such 
alarms will serve as a warning 
of temperature trouble and give 
week-end protection to build- 
ings not having night watchmen. 
Where night watchmen are 
available, hourly temperature 


[__] Condensing units 


Coils 


Letter by each coil indicates condensing unit to which it is connected 


B A 


APPLICATIONS 


readings should be a part of the 
watchman’s regular duties. In 
many cases prompt notice of 
trouble will enable the refrigera- 
tion service company to forestall 
actual product damage. 

Many operators are coming to 
recognize, however, that the 
best possible insurance against 
loss is provision for adequate 
standby protection through use 
of two or more separate refrig- 
eration systems. 

I first developed the duplex 
system for such applications in 
1932. One of the early instal- 
lations of this type was de- 
scribed in detail in an article in 
the September 1953 issue of this 
magazine. 

Originally this system was 
used for 34 F work, but since 
then it has been extensively used 
throughout the country for both 
cooler and freezer jobs. In some 
instances as many as three or 
four separate systems are used. 

Now that hermetic compres- 
sors are available in larger sizes, 
a multiple system of this type 
frequently proves less expensive 
than a single large open system. 

With the increased use of the 
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Providing Standby Protection Offers Profit Possibilities 


duplex arrangement, however, 
many contractors are forgetting 
some of the important points on 
which the original concept was 
based. 

The illustration with this ar- 
ticle shows a three-system job 
operating on a 100,000-cu.ft. 
freezer. Note that each compres- 
sor operates two coils. Success 
of this system is based on the 
fact that the coils are hooked 
up to the compressors in such a 
way that any one of the three 
systems will give the greatest 
possible coverage of the entire 
room. 

If coils 1 and 2, for instance, 
were operated on one compres- 
sor, and coils 3 and 4 on an- 
other, a zoning condition would 
result. This means that if one 
of the systems failed, part of 
the room would not receive the 
necessary temperature protec- 
tion to prevent loss. Staggering 
the compressor-coil hookup as 
shown in the drawing minimizes 
this danger. 

Either thermostats or low 
pressure controls, all set at 
identical cut-in and cut-out 

Continued on next page 


PROPER matching 
of coils to compres- 
sors is key to provid- 
ing adequate temper- 
ature protection 
throughout cold stor- 
age room in case of 
equipment failure. 





points, can be used to control 
these systems. 

The advantage of the duplex 
or multiple type of system over 
the old type system employing 
a standby compressor is obvious. 
In such a system the two com- 
pressors usually were cross-con- 
nected, serving a single evapora- 
tor system. Any breakdown of 
the ev: aporators, such as a major 
leak or moisture trouble, could 
shut down the entire job. 

In addition to guarding 
against compressor failure, it 


(Ie Oa aS 
ERECTA-SHELF 


EASYTOUSE. 


Erecta-Shelf’s steel rod construction supports up to 1,000 Ibs. per 


also is important to provide for 
possible failure of the condens- 
ing medium. For instance, if 
both systems of a duplex instal- 
lation are tied to one cooling 
tower or a single evaporative 
condenser, the failure of that 
particular piece of equipment 
again would shut down the en- 
tire job. Therefore, separate 
cooling towers, eV vaporative con- 
densers, or air cooled condensers 
should be used with each sys- 
tem. 

If water cooled equipment is 


®@ Erecta-Shelf on wheels 
rolls away storage 
problems 


© Corner Braces eliminate 
post, permitting full use of 
corner space. 


® Erecta-Shelf platforms 
keep storage high and 
dry. Simplifies cleaning! 


® Shelf Dividers adjust to 
any arrangement, to 
make neat, orderly com- 
partments. 


--EASYTO SELL! 


®@ Back and Side Braces 
keep storage from falling 


shelf! Shelves and uprights friction-fit into place without nuts, 


bolts or special tools! Assembly takes only minutes. Simple addi- 


used, it is wise to provide some 
alternate condensing medium in 
case of water failure. Any of 
the three methods just men- 
tioned would suffice. 

I strongly recommend to 
ware “pg operators that they 
stock a supply of replacement 
parts for emergency use. For the 
system illustrated, for example, 
I would recommend that the 
following parts be purchased by 
the operator and kept handy for 
possible needed repairs: 

(1) One complete hermetic 
motor assembly. (If possible, de- 


sign the job around one size of 
unit. ) 


(2) One complete system 
charge of refrigerant. 

(3) One fan motor. 

(4) One expansion valve. 

(5) One starter. 

(6) One water valve, if used. 

(7) One high and low pres- 
sure control. 


(8) One replacement for 
every type of motor used on the 
job. 

If open type compressors have 
been used, one replacement seal 
and compressor motor should be 
stocked by the warehouse owner. 

Most operators of large ware- 
houses can be readily sold on 
a parts stocking program of this 
type. They have experienced 
enough difficulty with re pairs 
so that they fully realize the im- 
portance of havi ing the necessary 
parts immediately available. Af- 
ter all, there are 168 hours in a 
week, and the average refrigera- 
tion and airconditioning whole- 
saler is open only about 40 hours 
a week. 

A parts stocking program of 
this type can prove a welcome 
source of revenue to both sales 
and service departments. 


tions adapt Erecta-Shelf to most any height, depth or length . ‘ If complete protection = de- 
requirement. You can count on Erecta-Shelf for a quick, easy, low = ZY J sired, standby electric power 
cost solution to just cbout any storage problem! es also is a must. Storms may dis- 
rupt power service for as much 
as a week in some instances. 
A variety of gasoline or diesel 
powered generator sets are avail- 
able for this purpose. 


WRITE FOR A FREE CATALOG TODAY! 


METROPOLITAN WIRE GOODS CORP. 


N. WASHINGTON ST. and GEORGE AVE. 


YOUR WHOLESALER 
WILKES-BARRE, PA. 


CAN SERVE YOU — LET HIM! 
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Dealers who sell Chrysler Air Conditioning .. . 


know the future! 


What would you like to know about your future in the 
air conditioning business? Interested in whether your 
present line will be the most profitable? Curious if its 
manufacturer will still be in business two years from 
now? Wondering if you'll have the flexibility and com- 
petitive advantages to close extra sales? 


If you sell Chrysler Packaged Air Conditioning and Heat- 
ing, the answer to these and other questions vital to your 
business is an emphatic “Yes!” And, if you are interested 
in knowing how we can be so positive about it, send for 
your copy of the booklet, “It will pay you to take a long 
look ahead . . . with Chrysler Airtemp.” 


If you can’t wait for the mailman to deliver it, call your 
local Chrysler Distributor. He'll. be delighted to answer 
all your questions about your future with Chrysler. 


< HRYSLER 


AIRTEMP 


Airtemp Division, Chrysler Corporation, Dept. O-19, Dayton 1, Ohio 


Please rush me a copy of the *“‘Long Look’’ Booklet. 


NAME TITLE 
COMPANY 
ADDRESS 


CITY ZONE STATE 
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SOUTHWEST STAGES 


Dallas Exhibitors Will Display Full Range of Products; 
ASHRAE Offers Technical Meetings and Conferences 


New concepts of design and new materials of construction are 
expected to highlight exhibits at the 2nd Southwest Heating & Air- 
Conditioning Exposition. 


Exhibitors representing the full scope of the heating and aircon- 
ditioning industry will disclose many innovations never before dis- 
played, and all the standard lines are expected to reflect the new design 
trends. 


The exposition will be held at the Dallas Memorial Auditorium, 
Dallas, Tex., Feb. 1 through 4, under the auspices of the American 
Society of Heating, Refrigerating and Air-Conditioning Engineers. 


Approximately 200 exhibitors will show equipment covering the 
industrial, commercial and residential fields. New components, con- 
tractors’ servicing equipment, and materials and supplies will be 
displayed. 


Exhibits will also feature equipment adapted to the climate, demon- 
strating the ability to balance out the effects of unpleasant weather 
in any geographical area by the simplest adaptations of basic designs. 


In conjunction with the exposition, ASHRAE will hold its semi- 
annual meeting. Those attending will be offered a wide variety of 
technical sessions and conferences. 


Included are talks on absorption refrigeration, heating, thermo- 
electric refrigeration, sound, and heat transfer. The conferences will 
include discussions on domestic refrigerators on the use of plastics, 
commercial refrigeration, fenestration, window airconditioners, and 
automotive airconditioning. 


Highlight of the special events is the banquet scheduled for Feb. 3, 
followed by dancing to Ted Weems orchestra. 


UP AND DOWN THE AISLES 


A American Society of Heating, 
Refrigerating & Air-Conditioning 
Engineers, Inc. 
o. Ce hn a aa ae = American-Standard, Industrial Div 
cme Engineering 9. vo AmeriVent, Div. of American Meta! 
Acme Industries, Inc 515, 521-3 
Products Co., Inc 
Aimco Products Corp. Sub. of 
: : Ammerman Co., Inc 
Yuba Consolidated Industries, Inc 728 
: Anemostat-W aterloo 
Air-Con Filter Corp 1404 : 
Air Conditioning, Heating & Acon Remleet Co, 
Retr ‘ %, 9 1312 Arkla Air Conditioning Corp. 
Al “Condition! snd sets 1223 Armstrong Cork Co., Insulation Div. 
ir Conditioning Industries, Inc Arrow-Hart & Hegeman Electric Co 
Air Devices, Inc 1110 
; ; . Auto-Fio Corp. 
Air Engineering | 1209 Automatic Devices Co., Inc 
Air Guide Plastics Corp 605 a 
Airserco Mfg. Co., Inc 1120 . B 
Airtemp Div., Chrysler Corp 620-2, 723 
Ajax Boiler & Heater Co 835-7-9 
Alco Valve Co 906 
Allis-Chalmers Mfg. Co 
Alton Mfg. Co 403 
American Air Filter Co., Inc 524, 628-9 
American Artisan 
American Furnace Co 
American Gas Association 
American Metal Mfg. Co 


Baltimore Aircoil Co., Inc 
Barber-Colman Co., 
Air Distribution Products Div., 
Automatic Controls Div. 
Bar-Brook Mfg. Co., Inc. 
Barke Products, Inc. 
Baso, Inc. 
Bell & Gossett Co. 
D. F. Bowman Co., Inc. 


” 


2nd HEATING 


G. C. Breidert Co. 
Bryant Mfg. Co., Div. of 
Carrier Corp. 


835-7-9 
1011 


c 


Carnes Corp 208 
Carrier Corp. 1010-14-20 
Chattanooga Royal Co. .409-11-13-15 
Chicago Blower Corp. .. eee 1124-5 
Cleaver Brooks Co. 624 
Cobell Industries, Inc. . 806 
Coleman Co., Inc. , ica tole ae 
Continental Air Filters, Inc. ae 835-7-9 
Controls Co. of America ; nadia ae 
Loren Cook Co. aa ae 
Coolerator Div.. McGraw-Edison Co. . 800 
Copeland Refrigeration Corp. ............ 216 
Crane Co. .... .. 202 
Curtis Mfg. Co., Refrigeration Div. .. 320 


Dallas Power & Light Co. 

Day & Night Mfg. Co. . 

Detroit Controls Div., 
American-Standard 

Drayer-Hanson Div.. 
National-U.S. Radiator Corp. 

Dryomatic Corp. 

Dunham-Bush, Inc. 

E. |. du Pont de Nemours & Co. 

Dura-Vent Corp. 

Duro Dyne Corp 


Econo Products Co., Inc. 
Edwards Engineering Corp. 
Eggelhof Engineers, Inc. 
Electric Heat & Airconditioning 
Electro-Air Cleaner Co. 
Emerson Electric Mfg. Co. 


F 


Fairbanks Co. 

Farr Co. 

Fedders Corp 

John Felter Co. 
Flanders Filters, Inc. 
Flexible Tubing Corp. 
Fluor Products Co. 
Fraser & Johnston Co 
Furnas Electric Co. 


G 


Russell R. Gannon Co. 
Gas Heat & Comfort Cooling 
General Chemical Div., 
Allied Chemical Corp. 
General Controls Co. 
General Electric Co., 
Apparatus Sales Div. 
General Products Co., Inc 
E. D. Goodfellow Co., Inc. 


Gordon & Piatt, Inc 


—" 
ad 


ARENA 
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& AIR-CONDITIONING EXPOSITION 


Greenheck Fan & Ventilator Corp 
Gregory Industries, Inc. : 
Gustin-Bacon Mfg. Co. 


H 


Halstead & Mitchell 
Hanovia Lamp Div., 
Engelhard Industries, Inc. 
Hart & Cooley Mfg. Co. 
Heating, Piping & Air Conditioning 
Henry Furnace Co. 
Henry Valve Co. 
Holly-General Co. 
Hubbell Corp. 


1.C.E.D. Inc. 

Ilg Electric Ventilating Co. 
Illinois Testing Laboratories, Inc. 
Industrial Acoustics Co., Inc. 
Industrial Combustion, Inc, 
Ingersoll-Rand Co. 

International Mfg. Co., 

Air Conditioning Div. 


1400 
920-2 
1210-2 
1323 
- 802 
815 


828 


International Metal Products Sales Corp. 602-4 


J 


Jackes-Evans Mfg. Co. 

Janitrol Heating & Air-Conditioning, 
a Div. of Midland-Ross Corp. 
Jenn Air Products Co., Inc 
Johns-Manville Sales Corp. 
Johnson Service Co. 
Joiner-Meade-Capers, Inc. 


KSM Products, Inc, 
Korfund Co. 
Krueger Air Conditioning Co. 


L 


Lima Register Co. 
Lockformer Co. 
Lone Star Gas Co 


McDonnell & Miller, Inc. 
McQuay, Inc. 
Magic Aire Div., United Electric Co 
Major Controls Co. 
Marley Co. 
Marlo Coil Co. 
Metal Mfg. Co. 
Metalbestos Div., 

William Wallace Co. 
Milwaukee Electric Tool Corp. 
Mine Safety Appliances Co 


307 


714 
623 
402 


108-12-16 
835-7-9 


Minneapolis-Honeywell Regulator Co., 
Commercial Div. 1024-29 
Monogram Industries, Inc. 721 
Morrison Products, Inc. 615 
Mueller Brass Co. 1413 
Mueller Climatrol, 

Div. of Worthington Corp. 921-3 
Muellermist Irrigation Co., 

Fanjet Roof Cooling Div. 310 
Multi-Vent Div., Pyle-National Co. 1121 


Norman Products Co, 
Northwest Foundry & Furnace Co. 


°o 


C. A. Olsen Mfg. Co. 
Omark Industries, Inc. 
Owens-Corning Fiberglas Corp. 


P 


Payne Co. . paeene 
Peerless Mfg. Div. of Dover Corp. 
Penn Controls, Inc. 
Perfection Industries, 

Div. of Hupp Corp. 
Powder Tool Supply, Inc. 
Process Solvent Co., Inc. 


Randall Graphite Bearings, Inc. 

Raypak Co., Inc. 

Ready-Power Co. 

Recold Corp. 

Reed Unit Fans, Inc. 

The Refrigeration & Airconditioning 
Business 

Refrigeration Research, Inc. 

Research Products Corp. 

Revcor, Inc. 

Rheem Mfg. Co. 

Phil Rich Fan Mfg. Co., Inc. 

Ridge Tool Co. 

H. N. Robertson Co 

Rotherm Engineering Co., Inc. 


s 


Schemenauer Mfg. Co. 1424-28 
Schnacke, Inc. 308 
A. O. Smith Corp. 610 
Southwest Mfg. Co. 614 
Southwest Refrigeration Wholesalers 

Association, Inc. 1006 
Sporlan Valve Co. 100! 
Sprague Electric Co. 1128 
Stewart-Warner Corp. ... 1325 
Stoddard Industries, Inc 1408 


¥ 


Tann Corp., Congress Drives Div. .... 
Texas Infra Red Radiant Co., Inc. 
Texas Products Mfg. Co. 


Texas Refrigeration & Engineering Co, . 


Thermac Co. 

Thermal Engineering Corp. 

Thermo-Pak Boilers, Inc. 

Titusville Iron Works Co., 
Div. Struthers-Wells Corp. 

Torrington Mfg. Co. 

Trane Co. 

H. O. Trerice Co. 

Trion, Inc. 

Tubenfin Coil Co., Inc. 

H. W. Tuttle & Co. 


Union Carbide Development Co., 
Div. Union Carbide Corp. 

United Sheet Metal Co. 

United States Air Conditioning Corp. 

United States Register Co. 

Utility Appliance Corp. 

Utility Fan Corp. 
Div. of utility ‘Appliance Corp. 


v 


Van-Packer Co., 

Div. of the Fiintkote Co. 
Ventco, Inc. 
Vibration Mountings, Inc. 
Viking Air Products, 


Div. of National- U.S. Radiator Corp. 


Vilter Mfg. Co. 


w 


L. R. Ward Co. 
Warren Register & Grille, Inc. 
Waterloo Register Co. 
Western Supply Co. 
Westinghouse Electric Corp., 
Motors & Control 
Westinghouse Electric Corp., 
Air Conditioning Div. 
Wheel Trueing Tool Co. 
White-Rodgers Co. 
Edwin L. Wiegand Co. 
Wiggin Products Co., Inc. 
L. J. Wing Mfg. Co., 
Div. of Aero Supply Mfg. Co., Inc. 
Worthington Corp. ue 


Y 


Yeats Appliance Dolly Sales, Inc. 


York Corp. 706-10, 


Yuba Consolidated Industries, Inc. 


FIRST FLOOR 
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JUST OFF THE PRESS... 
YOUR GUIDE TO BETTER WELDING 


Over 800 pages 
ETE) oe 
vCal 
information 


Up-to-date and complete. The most widely 
used buyers’ guide in the welding industry 


The 1960/61 WELDING DATA BOOK has over 800 pages 
of facts for buyers between its handsome cloth covers. 
You'll find more than 350 products listed, along with 1700 
trade names and 2000 welding supply distributors. Special 
features include a 300-page technical and engineering data 
section and a section of manufacturers’ catalogs and sales 
outlets. 

These five convenient sections are thumb-indexed for 
quick and easy reference: 

index To Manufacturers: An alphabetic listing of weld- 
ing, cutting and brazing equipment and supplies, accessories 
and auxiliary equipment. Manufacturers and their addresses 
are listed under each product. 

Trade Names: An alphabetic listing of product trade 
names, the products they identify and the names and ad- 
cresses of the manufacturers. 


WELDING DESIGN & FABRICATION DATA BOOK 
812 HURON ROAD, CLEVELAND 15, OHIO 


Please send copy fies) of the 1960/1961 
edition priced at $10.00 a copy in U.S.A. $12.50 for 
foreign orders. 


Check enclosed Bill me 
Name 
Company: 
Address: 


City: 


ee ee ee eS SS SS 
Nc es ce ee ES SS 
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Manufacturers’ Catalogs And Sales Outlets: Catalogs 
and advertising give information on welding equipment and 
accessories. An index to catalogs and advertisements lists 
the manufacturer's name and address of main plant, tele- 
phone number, names of key sales executives and names and 
locations of American and Canadian sales outlets. 

Technical And Engineering Data: Three-hundred page 
section of technical and engineering data is divided into 
eight sections: It includes complete information on tech- 
niques and processes for welding and fabricating all metals. 

Where To Buy Locally: An alphabetic listing by state 
city and company tells where to buy welding equipment and 
accessories locally. 


SLUM 
JPeRiame YELDING DESIGN 


eee & FABRICATION 
Pitesti CATA BOOK 


"m2 Collated by the publishers of 
Welding Design & Fabrication 
and Welding Illustrated 
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Dealer-Distributor 
APPOINTMENTS 
Familian Pipe & Supply Co., & 
Los Angeles, Calif. has been ap- 


pointed distributor of “Thomas 
A. Edison” products for the 
Coolerator Div., McGraw-Edi- 
son Co. The company’s territory 
will cover Southern California. 


Allied Chemical Corp.'s Ni- 
trogen Division has announced 
the appointment of Eton-Colby 
Chemical Co., Columbus, Ohio, 
as agent for Anhydrous Ammonia 
in cylinders. Distribution terri- 
tory will be central Ohio. 


Consolidated Supply Co. has 
been appointed to represent 
Rittling Corp. for Maryland, 
west to and including Frederick 
County, exclusive of Cecil Coun- 
ty and Washington, D. C. The 
company will also cover the 
counties of Sussex and Kent in 
Delaware. 


Furnas Electric Co. has an- 
nounced the appointment of 
Joseph H. Fallon as sales repre- 
sentative in Southern Ohio and 
Northern Kentucky. Previously, 
Fallon was district manager in 
Cincinnati for Sterling Electric 
Motors, Inc., for 5% years 


Landeau Associates, Middle- 
town, Conn., has been appointed 


CONTRACTORS-DEALERS 


Have already ordered copies of "You're the Boss," 
George Webster's |2-part textbook on business man- 
agement. 


Topics discussed in these 12 articles reprinted from the 
January - December 1958 issues of The Refrigeration & 
Airconditioning Business are: 


HOW TO ANALYZE YOUR BUSINESS 
BUSINESS PHILOSOPHY 

PLANNING AHEAD FOR PROFITS 
ORGANIZING FOR EFFECTIVE CONTROL 
ACCOUNTING AS A TOOL OF CONTROL 
CONTROL OF EXPENSES 

CONTROL OF JOB COSTS 

CONTROL OF SALES 

CONTROL OF ADVERTISING 
FINANCING YOUR OPERATIONS 
EMPLOYEE RELATIONS 

SIMPLIFIED BUDGETING 


Complete sets of these reprints bound together in a folder are now 
available at a special reduced price of only $3.00. (Formerly $4.20). 
Please send remittance with orders less than $6.00. 


manufacturer's agent for Ameri- Address all orders to: 


can Air Filter Co.’s ““Electro- 
Klean” electronic home air filter, 


Landeau’s territory will be Fa a allie a ror 


Maine, New Hampshire, Ver- 
mont, Massachusetts, Rhode Is- 
land, and Connecticut. 


Stoddard Industries has ap- 
pointed A. P. Equipment Co., 
St. Louis, Mo. as representative 
for its line of electrostatic air fil- 
ters. A. P. Equipment will han- 
dle airconditioning, heating, and 
industrial filters in St. Louis and 
the surrounding territory. 
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Address 
City 


Please send me 
| have enclosed check [] 
Please bill me (] 





Another RECOLD engineering achievement 
THE CLOSED-CIRCUIT EVAPORATIVE WATER COOLER 


Serves many industrial and commercial liquid cooling applications Ma 
by continually recirculating pure water through the 
RECOLD EVAPORATIVE WATER COOLER, assuring: 

Elimination of scale throughout the system 

Constant condensing temperatures 


Reduction in total refrigeration maintenance 
costs of at least 50% 


Flexible capacity for future growth 


ow 


for complete catalog information write: 


, = 
Vif 


I-\“/ CORPORATION 
7250 East Slauson Avenue, Los Angeles 22, Calif. 
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WHOLESALER NEWS 


ARW Endorses Warranty Opposition 


The resolution adopted by the 
Refrigeration and Air C ondition- 
ing Contractors Association in 
opposition to the 5-year war- 
ranty has been well received 
by most members of Air-Condi- 
tioning and Refrigeration Whole- 
salers, according to William 
Miessemer, ARW president. 

“This resolution, along with 
similar sentiments expressed by 
the National Commercial Re- 
frigerator Sales Association, is 
strong evidence of the dissatis- 
faction with the 5-year warranty 
throughout the trade,” he states. 

“Since the trade is our cus- 


MIESSEMER NAMES 
ARW COMMITTEES 

William Miessemer, president 
of Air-Conditioning & Refrig- 
eration Wholesalers, has an- 
nounced the association’s com- 
mittee assignments for 1960. 

By requirements of the ARW 
constitution each committee is 
chairmanned by a member of 
the board of directors. This year, 
for the first time, a co-chairman 
has been named for each com- 
mittee in an effort to determine 
the feasibility of progressive 
committee leade rship, with co- 
chairmen moving up to head the 
committees on each successive 
year. 

Complete roster of committee 
members for the current year 
follows: 

Finance Committee — Paul 
Bodwell, chairman; E. H. Davey, 
co-chairman; Paul Cato; Alex 
Holcombe, advisor. 

Manufacturers Relations Com- 
mittee — E. H. Davey, chairman; 
Harry Dawson, co-chairman; 
E. P. Sorenson; Frank Pond; 
Elmer Petersen; Horace Baker: 
Jesse Rauch; F. I. Purtell; C. G. 
Koopman, advisor. 

Constitution Committee — 
Paul Cato, chairman; Paul Bod- 
well, co-chairman; E. S. Diggle; 


tomer, we, as wholesalers, must 
view their opinions as a guide 
to serving them better. And the 
wholesaler himself has many rea- 
sons to be dissatisfied with the 
warranty as it now stands. 

“Of course if the trade needed 
and wanted it, then the whole- 
saler would have to go along. 
But since there is this evidence 
of dissatisfaction on the part: of 
the trade, we heartily endorse 
the actions of these other asso- 
ciations. We urge all manufac- 
turers involved to examine their 
warranty policies closely and be 
guided accordingly.” 


Ben Blazer; Irv Fajans; George 
Roche, advisor. 

Government Relations Com- 
mittee — Irv Fajans, chairman; 
H. M. Sweeney, co-chairman; 
J. H. Reilly; George Roche, ad- 
visor. 

Freight Committee — Jack 
Tupper, chairman; C. L. Brown 
co-chairman; James Downs; 
David Galloway; C. G. Koop- 
man, advisor. 

Activities Committee — Paul 
Bodwell, chairman; Jack Homan, 
co-chairman; H. W. Welker; Lou 
Snell; Ernie Tramposh, advisor. 

Trade Relations Committee — 
Irv Fajans, chairman; Peter 
Askew, co-chairman; Frank 
Pond; Joseph Cavataio; Carl 
lohnson; Bill Andrews; Jack 
Glass, advisor. 

Public Relations Committee — 
E. P. Sorenson, chairman; Frank 
Pond, co-chairman; Ned Mason, 
advisor. 

Membership Committee has 
been expanded for 1960 to in- 
clude at least one member from 
each region. A full program of 
membership solicitation is be- 
ing prepared in conjunction with 
ARW’s 25th anniversary. Mem- 
bers of this committee are: E. S. 
Diggle, chairman; R. M. Graves, 
co-chairman; John Sheperdson; 
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Doug Marshall; Ted Yecies; Hel- 
mar “Pe terson; Ila Unseld: Don 
Simpson; Ernest Younis; A. G. 
Pond; Paul Cato; Dave Gallo- 


way; W. J. Hieber, advisor. 


| REGIONAL ROUND-UP 


Region 8 has reserved dis- 
play space at the 2nd South- 
west Heating & Air-Conditioning 
Exposition to be held in Dallas, 
Tex., Feb. 1-4, reports Carl John- 
son of Johnson Supply, Houston. 

Johnson, chairman of the re- 
gion, states that many contrac- 
tor-dealers served by Region 8 
ARW members will attend the 
exposition, and that the region’s 
display booth will provide mem- 
bers a place where they can meet 
and talk with these customers. 

Region 8 has extended an in- 
vitation to other ARW members 
attending the show to stop at its 
booth. Tom Snell, Snell Refrig- 
eration Supply, Dallas, will be 
in charge. 

During the exposition, direc- 
tors of Region will meet to 
discuss future plans and activi- 
ties. Thom Muir, executive di- 
rector of ARW National, has 
been invited to meet with the 
board and outline national ac- 
tivities as they relate to the vari- 
ous regions. 


oO oO o 


New locations for ARW mem- 
bers: Refrigeration & Industrial 
Supply Co., Inc., 610 South 10th 
St. , Minneapolis, Minn., (Re- 
gion 7); Victor Sales & Supply 
Co., 3939 “M” St., Philadelphia, 
Pa., (Region 3). 


oO ° 


Roche & Hull, Inc., Baltimore, 
Md., (Region 3) held its annual 
oyster roast for customers in 
December. The company’s 
branches in Salisbury and 
Hagerstown, Md., also held simi- 
lar festivities. 


° oO 


Greater Pittsburgh Airport will 
be the location of the Region 
5 winter meeting. This one day 
business session will be held 
February 19. 
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CONDITIONED! 


24 PACE-SETTING NEW D-H HIGH 
PRESSURE H.C.D. AIR HANDLERS DO IT 


-AT NEW KROGER BLDG., CINCINNATI, 


df dra yor-hanson 


DIvise J. 8 RADIATOR CORF 


3301 MEDFORD ST., LOS ANGELES 63, CALIF. 
CABLE: CLICON!, LOS ANGELES 
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USEFUL 


MANY ADVANTAGES of using a humidifier are listed in a 
bulletin prepared by Kauffman Air Conditioning Co. Bul- 
letin 150 shows the Type “A” unit with accompanying text 
discussing various ill affects attributed to artifically-heated 
homes 
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WINTER HEATING for those basementless homes is solved 
by a new gas-fired, counter-flow furnace as described in a 
booklet by Janitrol He -ating and Air Conditioning, Div. of 
Midland-Ross Corp. The “J-Line” winter airconditioner is 
shown in various installation diagrams. A cutaway view of a 
furnace is included, with accompanying text which lists the 
many design advancements in the unit. 
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A NEW WAY to insulate homes to get the full benefits of 
electric heating is the subject of a folder published by 
Baldwin-Ehret-Hill, Inc. Sketches show various types of 
heating units, including radiant heat panels, coeibanl units, 
surface-mounted ceiling panels, ceiling cable, wall and 
ceiling mounted convectors, and central heating units. A 
dozen advantages of electric heating are listed, as well as 
complete installation specifications, tables, and diagrams. 
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WALK-IN SPACE CHAMBERS for many applications are 
described in a brochure published by Tenney Engineering, 
Inc. These huge chambers combine a varie ty of specifica- 
tions, including altitude, rain, humidity, and high and low 
temperatures. Design features and functions are listed. Has 
many photos of actual installations. 
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SEVERAL CATALOGS rolled into one publication is General 
Controls Co.’s newest industrial controls booklet. This cata- 
log lists automatic temperature, pressure, level and flow 
controls, as well as counters, aii and automation con- 
trols. Other items illustrated and described are industrial 
actuators, combustion instrument controls, controller in- 
dicators and pressure indicators. Also included are the Ham- 
mel-Dahl Div. and Foster Engineering Div. lines, plus 
relays, transformers, and time switches. 
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YOU'LL FIND COILS for every heating and cooling purpose 
in a new manual by Bohn Aluminum and Brass Corp. In 
addition to specifications, drawings, and installation instruc- 
tions, the booklet includes direct selection tables for three 
types of steam coils; two types of booster coils; two types 
of water heating coils; three types of water cooling coils, 
and four types of direct expansion coils. 
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FOUR TYPES of remote room conditioners are age d in 
a color bulletin issued by Acme Industries, Inc. Catalog 
381A covers both horizontal and vertical units with and 
without cabinets, in four sizes from 200 to 600 cfm. In- 
cluded are product photos, specifications, dimensions, draw- 
ings, and capacity data. 
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(More Useful Literature on page 66) 
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@ CHURCHES 
@ THEATRES 
© CAFETERIAS 
@ MORTUARIES 
© OFFICES 
@ LODGE HALLS 


DOLE REFRIGERATING COMPANY 


5942 NORIH PULASKI ROAD, CHICAGO 46, ILLINOIS 
103 PARK AVENUE, NEW YORK 17, N. Y. 


Dole Refrigerating Products Limited, Oakville, Ontario, Canada 


Write for Engineering Catalog BAE & 


hae 
AIR CONDITIONING 


IT COSTS 
LESS 
TO-USE 
THE 
BEST! 


1. Takes less PLS to give a 
perfect seal. 
For your convenience: 


available in handy 
1-Ib. brush top cans. 


2. One compound for many 
services: water...oil...gas... 
steam ...chemicals...petrole- 
um products...refrigerants— 
low and high pressures. 


3. Never washes out—one 
application lasts forever. 


4. Never hardens: joints may 
Ply INSOLUBLE pal be easily broken after years 
' STIC LEAD sé of service —no damaged con- 
See -) nections. 
Prove it to yourself. Send for a free 
sample. Crane Packing Co., 6455 Oakton 
St., Morton Grove, I//. (Chicago Suburb). 


\ 
A \s\s98 SE PACKING COMPANY 


In Canada: Crane Packing Co., Ltd., Hamilton, Ont. 
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Beas 

SYSTEMS AVAILABLE FOR 
CERTAIN MODELS 
WHERE DESIRED 


bully walk-ins 


Aluminum or steel sectional construction 


Sanitary! Strong! Efficient! You can assemble any size Cooler, 
Freezer or Combination, in any shape, from standard sections. 


REFRIGERATION CONTRACTORS: Special franchise available with 
big sales possibilities to everyone who sells or serves food, 
including clubs, schools, churches and farms. No need to main 
tain inventory. Sell from catalogs. Factory Layout and Engineer- 
ing Service available at no cost 


Bally Case and Cooler, Inc., Bally, Pa. 


Get details — write Dept. RAC-2 for FREE book. 





ate aaa ih 


SS 


AN] | AIRVEC 


THE COMPLETELY SILENT 
AIR-COOLED CONDENSER 


« No fans « No maintenance « Low Silhouette « No wiring « No 
noise » Low initial cost » Negligible roof loads +» No water used 


—i—s COAXIAL 
WEE -=> CONDENSERS 


REDUCE COSTS 30% TO 40% 


. Reduce condenser water 35% «+ Reduce refrigerant charge, 
shipping weight, cooling tower size » Stabilize capillary perfor- 
mance « Compact shapes available « Continuous circuits without 


ints ¢ Simplified t 
JOHNS © SHINEE CONNEENONS | Write today for bulletin TT-653 


EDWARDS ENGINEERING CORP. 


: 1036 ALEXANDER AVE., POMPTON PLAINS, N. J. 


3 


TEmple 5-2808 
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USEFUL LITERATURE 
e Continued from page 64 
| 20 PAGES OF DETAILED INFORMATION await the reader 
of Catalog R-7 published by Superior Valve & Fittings Co. 


SELF-CONTAINED of : } x 
1e new booklet includes data on line valves, globe valves, 
relief valves, heat exchangers, check valves, SAE flare 
coo LE Fe fittings, and related brass products. There are facts on sizing 
and application of valve and components, with added infor- 
uU NIiTS = = mation on working pressures and descriptions of the codes 


and regulations to which these products are manufactured. 

Amazing installations and Circle No. 233 on Reader Service Card 
space savings—plus operational 
economies for all new or exist- i 
ing refrigeration and freezing ACTUAL COLOR SAMPLES are affixed to a new folder by 
systems. Truly automatic, pre- Jamison Cold Storage Door Co., describing commercial, in- 
engineered Taylor-Burch units PRE-ENGINEERED FOR dustrial, and institutional cold storage and refrigerator doors. 
(all operational components in These “Jamolite” doors come in white, ivory, salmon, blue, 
one easy-to-install, plug-in unit) O FREEZING — and blue-green. The bulletin contains detailed photographs 
are available in capacity ranges @® COOLING— and construction sketches, for help in installation. 


and side or top mounting Circle No. 234 on Reader Service Card 
types to meet every need. 2 ICE HOLDING 
SYSTEMS 
INSTALLERS WILL FIND a new catalog published by Hart 


f & Cooley Mfg. Co. a valuable working tool. It covers all air 
Write Joday fr... handling equipment, including registers, grilles, diffusers, 
additional information, litera- > j and furnace accessories, This illustrated booklet contains 
ture, new low prices and / detailed technical information. Also described are laundry 
speedy delivery dates. chute doors, and a line of furnace accessories. These include 
furnace regulator and damper regulator sets, damper clips 

and tips, furnace chain, pulleys, casing clips and hooks. 


TAY 4 Oo R as 34 ie R re | Circle No. 235 on Reader Service Card 


REFRIGERATION PRODUCTS, INC. 


2524 Brooklyn Road, Jackson, Michigan COMPLETE INSTRUCTIONS are given for opening any shape 


hermetic compressor in this 4-page color folder published 
by Frankell Mfg. Co., Inc., describing the firm's opener. 


IT's NEW oe FROM LA CROSSE ee Complete specifications for the unit are included, as well as 


an in-use product photo. 


FAMOUS FOR QUALITY Circle No. 236 on Reader Service Card 


MORE THAN 175 UNITS are listed on a reference chart 
showing the full line of Typhoon Air Conditioning, Div. of 
THE 


Hupp Corp. Included are 136 airconditioning products and 


49 gas-and oil-fired furances. Divided into three parts— 
LA KE unitary airconditioners, heat pumps, and furnaces—the chart 
gives series designation and full specifications. The chart is 


designed for easy reference in determining the right choice 
KING of a unit for a particular job. 
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The new La Crosse FLAKE KING takes 


its place as a leader . . . in quality, 


A WEALTH OF FUNDAMENTAL DATA is included in the 

trim, clean engineering and smooth, de- new 28-page bulletin issued by Lehigh Fan & Blower Div., 

pendable performance. Attractively fin- Fuller Co. Bulletin L-5 contains complete rating tables for 

ished in grey hammertone baked enamel the firm’s complete line of industrial fans (Type I. E.). 

. stainless steel slide-away doors and Information includes volumes of delivered air, rpm, horse- 

storage bin... top water usage economy. power at various static pressures, and outlet velocity and 

velocity pressures. Other tables give correction ratios for 

deviations from standard atmospheric conditions at sea level 

and material specifications. Graphs present a typical fan 

FLAKE KING CAPACITY... produces 550 Ibs. of hard, performance curve and represent air friction in straight 

tan f 24h del ‘labl ith st ducts in terms of cu. ft. moved per minute. Fan laws are 

ry ice every ours... models available with storage defined and illustrated, as are first principles of good ducting 
capacities of 280 |b. and 470 |b. . . . fully automatic 


practice augmented by nine diagrams. 
operation. WRITE TODAY for complete information. Circle No. 238 on Reader Service Card 


1 PA CG ROSS tell THE HISTORY AND FEATURES of all Frick machines are 


Seah enene Giidiamads Ghul Gh Gubeme, cnet just _two subjects discussed in Bulletin 80F published by 
fi Frick Co. The 32-page booklet shows how the company’s re- 
yay | lr .} - : frigerating and airconditioning equipment is used in various 
4 Ce = industries. Also gives a review of new developments in 
WALKAN COOLERS BEVERAGE COOLERS DIRECT DRAWS CUBE MAKERS 4 . 
methods of cooling. 


EXPORT OFFICE: 60 E. 42nd ST.. NEW YORK, CABLE: EXPEDITE - . . ° . 
” Circle No. 239 on Reader Service Card 
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“They’re strictly trouble-free ... 
because of White-Rodgers Controls” 


“For my customers, continuous refrigeration is a must. 
ae np ed oes panties os You can bet I use White-Rodgers controls on all my 
slightest temperature change. Range —20t0 +50° installations. Even on the toughest applications, I know 
F., Adj. Diff. 3 to 25°, 5 ft. capillary. Other types E : é 
available to cover ranges from —20 to +75° F. I’m set—because White-Rodgers quality pays off in 


with capillary lengths up to 20 ft. ° 
re trouble-free system operation!” 


For control of quick freeze cabinets, fruit storage, farm 

freezers, walk-in boxes, floral, meat and vegetable display 

Write for catalog. cases, blood banks . . . wherever “trouble” means “loss” 
. Smart servicemen refuse to take risks. They rely 

on White-Rodgers exclusive Hydraulic-Action controls. 


WHITE-RODGERS 


ST. LOUIS 6, MISSOURI TORONTO 8, CANADA 


Circle No. 41 on Reader Service Card 
THE REFRIGERATION & AIRCONDITIONING BUSINESS/FEBRUARY 1960 





S222 


Zone Valve 

Product: Hydronic zone valve. 

Manufacturer: Minneapolis-Honey- 
well Regulator Co., Minneapolis, 
Minn. 

Features: Designed for use with 
residential heating and cooling sys- 


ead 


tems. Valve assembly includes a linc 
voltage end switch with snap-on ter- 
minals, which can eliminate the need 
for an auxiliary relay to operate the 
circulator and burner. Rust and cor- 
rosion-free stainless steel butterfly 
vane and a sealed-in sychronous low 
voltage motor 
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Icemakers 

Product: Hi-volume icemakers 

Manufacturer: Council Mfg Corp., 
Fort Smith, Ark 

Features: Capable of produc ing as 
much as 1500 Ibs. of ice daily. The 
pellet ice is ejected hydraulically into 


~~ amar: 9 


— —_—— 


a separate storage bin which may be 
attached either back to back with 
the icemaker or to the right side if 
desired. Available in three models 
with daily production capacities of 
700, 1000 to 1200, and 1300 to 1500 
Ibs. Pellet ice measures % x 1%” and 
is suited for use by food handling 
establishments and restaurants, drive- 
ins, hotels, motels and processing 
plants. Also serves as high-volume 
supply sources for ice makers. 
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Water Cooler 

Product: Evaporative water cooler. 

Manufacturer: Recold Corp., Los 
Angeles, Calif. 

Features: Can be used with single 
or multiple compressor systems with 
advantages of water-cooled conden- 
sers without scaling problems. Purified 
water is circulated through a closed 
system completely eliminating scale or 
other deposits in the condensers. Wa- 
ter returning to the evaporative cooler 
is at temperatures well below those 
at which a scale will form on the 
tube bundle of the cooler. Condensing 
temperatures are held to within a few 
degrees of designed conditions, thus 
assuring full compressor capacity dur- 
ing summer weather without overload- 
ing the motor, and assuring proper 
head pressures during winter. 
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Ratchet Wrench 

Product: ““Kwik-Tite’’ ratchet 
wrench, 

Manufacturer: Imperial Brass Mfg. 
Co., Chicago, Il. 

Features: Lightweight wrench 
speeds fitting assembly. Can be used 
for work in close quarters, for making 


up tube fittings, high pressure hose 
fittings, hydraulic hose fittings, pipe 
fittings and other applications. Also 
for fastening machine nuts and hex 
fasteners. Jaws are forged chrome- 
vanadium steel, specially hardened for 
durability. When jaws are placed over 
the side of the nut and handle is 
lifted slightly, the wrench will snap 
closed and ratchet. Wrench needs only 
30° handle movement to get a new 
grip on nut. Available for hex nut 
sizes: %”, 7/16”, 1%”, 9/16", 
11/16”, 3%”, 13/16”, and %”. 
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Split-System Heat Pump 

Product: “Weathertron”  split-sys- 
tem heat pump. 

Manufacturer: General Electric, 
Tyler, Tex. 

Features: Outdoor unit housed in 
two-tone weather-resistant cabinet. 
Has permanently lubricated ball bear- 
ing blowers, electrically operated, posi- 


tive-acting 4-way switch-over valve, 
unified, automatic electrical controls 
for heating, cooling and fully-auto- 
matic defrosting. High efficiency driers 
and service valves simplify installa- 
tion and start-up. Air handlers avail- 
able in vertical and horizontal models, 
and feature belt-driven, adjustable 
speed blowers. Operates on both 115 
and 230 volts. Designed for easy in- 
stallation in residential and commer- 
cial applications. 
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Roof Ventilator 

Product: Power roof ventilator. 

Manufacturer: Carnes Corp., Ve- 
rona, Wisc. 

Features: Constructed of heavy 
gauge galvanized steel with hinged 
motor hood. Low silhouette. Motor, 


ee 


rr 


belt, and pillow block bearings are 
out of airstream. Single phase motors 
thru 1 hp have built-in auto-reset 
thermal overload protector. Floating 
vibration isolators for quiet opera- 
tion. Complete range of sizes from 
1034” to 4814” wheel diameter. 
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Condensing Units 

Product: Air cooled condensing 
unit (Model BRYH200T ). 

Manufacturer: Bendix-Westing- 
house Automotive Air Brake Co., 
Evansville, Ind 

Features: New 2-hp model, de- 
signed for R-12. Suited for high back 
pressure ap jlications such as water 
chillers, bulk milk coolers or aircon- 


ditioning as well as for general medi- 
um temperature applications. Dual 
voltage liquid line solenoid valve is 
factory mounted as an integral part of 
the unit. This facilitates the use of the 
pump down cycle which controls the 
accumulation of liquid refrigerant in 
the crankcase, preventing oil dilution 
and insuring against liquid pumping, 
thereby adding to the life of the com- 
pressor. Heavy duty pressure control 
eliminates the need for a starter or 
across the line contactor, and the 
dome mounted inherent overload pro- 
tector insures maximum protection to 
the compressor motor under widely 
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The Inside Story of LARKIN Quality 


These photographs, made at various stages 
of production, show why Larkin Humi- 
Temps are favored throughout the nation. 


Original patented Larkin cross-fin coil 
with aluminum fins and staggered elec- 
tro-tinned copper tubes set firmly in 
rigid aluminum frame. Coil has been 
cleaned, dehydrated, and all connections 
sealed to keep them moisture-free. 


Quiet-running, slow-speed motors are 
rubber mounted on universal adjustable 
base and are equipped with thermal 
overload protection. Models MT-25 (2500 
BTU @ 10° F TD) through MT-106 


have one fan. MT-135 through MT-320 
have 2 motors and fans. 


Die-stamped aluminum top, which has 
been etched and painted blue, with slot- 
ted steel hanger bars added. Rubber col- 
lars around lines minimize vibration 
from case. Note air blockers at bottom 
and top of case eliminating bypassed air. 


Insulated non-sweat drip pan extends 
past back of unit and catches condensate 
from expansion valve. Properly balanced 
humidities and more-even temperatures 
reduce operating costs, minimize losses 
from dehydration, provide highly effi- 
cient operation year in and year out. 


Aluminum panels, painted blue, are at- 
tached with airplane-type, vibrationless, 
permanent fasteners. (No metal screws 
are used.) Rubber moldings deaden 
sound transmission between panels, and 
add to the attractive appearance of unit. 


Unit is finished with addition of adjust- 
able louvers. Quality Control Department 
thoroughly inspects every unit before it 
is shipped to customer. Wherever the 
name LARKIN appears, it is your assur- 
ance of finest quality. 


BATION, 
* %0, 


See your wholesaler 
or write direct 


4 


1% 


for Bulletin 1049 Cc | G i i te ig ait | al i [| wy 4 
Ti ) nie 


4% 
1% all 


519 Memorial Drive, S.E. @ P. O. Box 1699 @® MUrray 8-3171 
ATLANTA 1, GEORGIA 


a Ni 
mK, lw % 
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varying operation conditions. De- 
signed for 230 volt, 60 cycle, single 
phase operation. 
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Pressure Valve 

Product: Constant pressure valve 
for refrigeration systems (Model 104- 
D). 

Manufacturer: Controls Co. of 
America, Milwaukee, Wis. 

Features; Avoids evaporator frost- 
ing by preventing the evaporator pres- 
sure from dropping below freezing 
point and by maintaining constant 
evaporation temperature. When used 
on a unit ensaiiienies it permits ad- 
justment for removing more or less 
water from the room air. And it can 
be adjusted to prevent frost accumula- 


”, 
’ 


tion, regardless of load conditions. On 
water cooler applications, it can be 
adjusted for minimum water tem- 
peratures and at the same time pre- 
vent freeze-up of water in the cooler. 
Also has wide application on such re- 
frigeration equipment as drink and 
food dispensers, ice cream cabinets, 
photo developers, bottle coolers, and 
ice cream freezers. Valve adjustment 
consists of an adjusting stem with 
screwdriver slot and locknut or a 
factory-sealed adjustment. A 4%” O.D. 
solder inlet, and %” O.D. solder out- 
let are standard; other than standard 
inlets and outlets are also available. 
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Ice Vending Machine 

Product: Coin-operated ice vending 
machine. 

Manufacturer: Scotsman, Queen 
Products Div., King-Seeley Corp., Al- 
bert Lea, Minn. 

Features: Outdoor unit for use in 
service stations, parking lots, super 


markets, or anywhere bagged ice is 
purchased for public use. Makes its 
own ice as well as dispensing it in 
bagged form. Made in three sec- 
tions, Automatic dispenser will dis- 
pense either cubed or crushed ice, or 
both. Lower section is refrigerated 
storage area. Three storage compart- 
ments, one for the storage of bulk 
ice, and two for bagged ice. Center 
section is also refrigerated, and _ is 
the dispensing section. Top section is 
ice machine section and will accom- 
modate any combination of either 
one, two, three or four Scotsman ice 
machines. Ice manufactured is gravi- 
ty-feed to the lower bulk storage area. 
When both cubed and crushed ice 
is made, a divider separates the stor- 
age area so ice is not mixed. The 
three sections are 6’ square interlock- 
ing sections, and can be assembled in 
various combinations and in any di- 
rection. 
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Small Relays 

Product: Line of small relays (Se- 
ries R-4, Model C). 

Manufacturer: Refrigeration & Air 
Conditioning Controls Div., General 
Controls Co., Glendale, Calif. 

Features: For fractional horsepow- 
er motors used on airconditioning fans, 


circulators, pumps, contractors or 
other light load. High amperage rat- 
ing, quiet operation, hum-free holding 
and long contact life. Variety of con- 
tact arrangements available. Steel case 
unit features barriers for separation of 
voltages, adequate conduit knockout 
and grey hammertone finish. Nominal 
coil voltages are 24, 120, 208, 240 vac. 
Contact ratings are 8 amp full load 
at 120 volts, 4 amp. full Bad at 240 
volts. Coil electrical ratings are (in- 
rush) (9 va) and holding (6 va). 
Suited to thermostat operation. Ship- 
ping weight on steel base is 4 oz., in 
case, 2% lbs. 
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Water Cooler 

Product: “On-A-Wall” water cooler. 

Manufacturer: Ebco Mfg. Co., Co- 
lumbus, Ohio. 

Features: Mounted directly to the 
wall. Can be set at any distance from 
the floor. Removable front panel and 


grille. Wall protector back extends 
34%” above bottom of basin. Avail- 
able in 7 and 13 gallon capacities. 
Mounting brackets included. Acces- 
sories include glass fillers, special ma- 
sonary type wall hanger and special 
bracket for framed construction. 
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Leak Detector Kit 

Product: Airconditioner leak detec- 
tor kit for automotive systems. 

Manufacturer: General Electric, 
Schenectady, N. Y. 

Features: Specially designed for 
servicing leaks in automotive aircondi- 
tioning systems. Includes General 
Electric “Type H-6” halogen leak de- 
tector, and “Type LS-20” leak stand- 
ard for accurately determining the 
size of leaks and for checking detector 
accuracy. ms geo is packaged in 
compact leather case for portability. 
Kit also includes sufficient spare parts 
for about one year of normal main- 
tenance. Instruction book describes 
use and repair of the equipment. Does 
not require any flame. H-6 detector 
unit consists of a 15’ probe and con- 
trol unit. It automatically adjusts for 
an atmosphere containing a refrigerant 
gas, responding only when an increase 
in concentration is detected, or as the 
probe passes a leak. 
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Water Chillers 

Product: Line of packaged water 
chiller (Model HHD). 

Manufacturer: Acme Industries, 
Inc., Jackson, Mich. 

Features: Includes twin hermetic 
compressors with individual motors 
for longer life and stand-by protection 


FEBRUARY 1960/THE REFRIGERATION & AIRCONDITIONING BUSINESS 





In an air conditioning installation, the pump seldom 
exceeds 1% of the total cost, but the importance of this 1% 
is obvious . . . if the pump breaks down, the entire system 


fails. The proven dependability and lower maintenance costs of 
Ingersoll-Rand Motorpumps are only two reasons why 

they are the leader for such important applications. 

I-R Motorpumps simplify installation because they are 
compact. They operate in any position and 

they are available in a wide range of types and 

sizes to meet any requirement. 


of pump progress 


: from the leading manufacturer . . . 
4S, tae 
pte Ingersoll-Rand 
smaller installations are 
available //; through 25 HP. 4 8149 11 Broadway, New York 4, N. Y. 


OTHER I-R PUMPS AVAILABLE 


Self-priming Horizontally Cradle mounted 
pumps split pumps pumps 
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of refrigeration and airconditioning 
equipment. Capacities range from 40 
to 250 tons. Dual refrigerant circuits 
and control panels further insure 
against complete interruption of serv- 
ice. An electrical switch on the con- 
trol panels permits owner to equalize 
wear on compressors and motors. 
Standard starters mounted within the 
control box are completely wired 
prior to shipment. A time delay be- 
tween compressors eliminates the need 
of step starters and results in a low 
kw input. Sizes range from 11534” 
long, 30” wide, 703%” high, for the 
40-ton model, to 160%” x 41” x 104” 
for the 250-ton model. 
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Remote Heat Pump 

Product: Remote air-to-air heat 
pump. 

Manufacturer: Mueller Climatrol, 
Div. of Worthington Corp., Milwau- 
kee, Wisc. 

Features: In 3 and 5-hp models, 
Consists of remote outdoor compressor 
assembly and an indoor coil and air 
handling unit which can be operated 
with or without duct system. Indoor 
unit can be suspended in basements, 
attics, or crawl space. Supplementarv 
electric resistance heating packages 
can be used with the heat pumps. 
Available in 8 and 12 kw heating ca- 
pacities which deliver 27,280 and 
40,920 Btuh. Heating elements are 


10 reasons why 


LINE TAP VALVES 


4} 


™ y rs’ s 
’ a _ 
U.S. Pat. No. 2,827,913 


@ FEATURES 3 POINT SEALING 


© WILL NOT DISTORT OR CRIMP TUBING 


© HAS NO TOP HEAVY ASSEMBLY 
@) CANNOT VIBRATE LOOSE 


are your best buy 


CONTROL VALVES 


sequenced through a control panel 
which energizes the elements in 4 kw 
increments. 3 hp unit delivers 37,500 
Btuh heating, and 34,000 Btuh cool- 
ing. 5 hp model delivers 60,500 Btuh 
heating, 56,000 Btuh cooling. 
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Plastic Insulation 

Product: Two types of foamed 
plastic insulation materials. 

Manufacturer: Armstrong Cork Co. 
Lancaster, Pa. 

Features: “Armaflex” has a_ built- 
in vapor barrier finish. Nominal %4” 
stops condensation at temperatures 
down to zero. May be used on lines 
operating up to 200 F. Low thermal 
conductivity of 0.28 at 75 F mean 
temperature allows the use of mini- 
mum wall thicknesses on cold as well 
as heated lines. Can be slid over pipes 
or list, snapped over existing lines and 
then sealed with waterproof adhesive. 


Soak ek 


Made in sheet form for large pipes 
and tanks. Elbows and valve fittings 
easily fabricated. “Armalite,” white 
foamed polystyrene insulation board 
can be used at temperatures from 300 
F to 175 F. It is applied by standard 
cold adhesive construction methods 
and cutting and fitting can be done 
quickly and accurately with a saw 
or knife. 
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A life time valve designed to 

operate all Watsco Line Tap, Can 

Tap and Line Port Valves. Quick 

coupled—No wrenches required. 

Single or double port valves 
are available. 


© REQUIRES MINIMUM SPACE (MAX. 1”) 
© CONFORMS TO EXACT SIZE OF TUBE 
@ 6 SIZES FROM 3/16"T0 5/8" 
© ALL SIZES SAME LOW PRICE 

© NEEDLE IS REPLACEABLE 

@ TAMPER PROOF 


Line Tap Valves are easily installed and make 
inexpensive ports for 
CHARGING, DISCHARGING, and TESTING 


For additional information, send for our illustrated brochure 
Dept. B-2 


Bottle Cooler 

Product: “Bluebird” line of dry 
storage bottle coolers. ; 

Manufacturer: La Crosse Cooler 
Co., La Crosse, Wis. 

Features: Overall length has been 
increased by 6” and the width from 
front to back approximately 1”. The 


6’ model with blower coil has ca- 
pacity of 33 cases of 12 oz. bottles, an 
increase of nine cases. Available in 4, 
6, and 8’ lengths, in either gray baked 
enamel exterior with stainless steel 
slide-away doors or with the top, 
front, and ends stainless. Both remote 
or self-contained electric complete 


1020 EAST 15th STREET, HIALEAH, FLORIDA 
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models promptly available from in- 
ventory stocks. Overlarge blowers coils 
offer thorough air distribution and 
good refrigeration efficiency. 
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Compressor-Condenser 

Product: Outdoor compressor-con- 
denser. 

Manufacturer: Janitrol Heating and 
Air Conditioning, a Div. of Midland- 
Ross Corp., Columbus, Ohio. 

Features: Cabinet is of simple rec- 
tangular design with green finish 


which blends with any landscape plan. 
All exhaust air flows upward so hot 
blasts do not affect nearby plantings. 
Permits any desired number of 52 
series units to be installed side-by- 
side with zero clearance between. 
Provides an economical method of ob- 
taining a variety of high-capacity cool- 
ing combinations through the use of 
standard models. Operates when out- 
side temperatures are as high as 125 
F. Available in capacities from 22,200 
to 110,200 Btu/hr. 
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Magnifier 

Product: Industrial swivel-clamp 
magnifier. 

Manufacturer: Edmund _ Scientific 
Co., Barrington, N. J. 

Features: For drafting or inspection 


on work and inspection benches, 
draftsmen’s lamps, machine tools, or 
where speed gauge readings or parts 
comparisons must be made Handy 
screw clamp with 5/16” clearance at- 
taches to electric light housing or any 
other fixture, and two-ball swivel per- 
mits easy adjustment to any position 
with one hand. Large 4” dia. allows 
use of both eyes. Precision ground 
lens—8” focal length. All metal mount 
with all position, free swivel. 
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Totally Enclosed Motors 

Product: NEMA rerated totally en- 
closed fan-duty motors. 

Manufacturer: Lima Electric Motor 
Co., Inc., Sub. of Consolidated Diesel 
Electric Corp., Lima, Ohio. 

Features: Rerated NEMA frame 
sizes 182 thru 326U, (% thru 15 hp.) 
Furnished in speeds of 1800, 1200, or 
900 rpm. IT »p external cooling fins 
assure adequate cooling with a re- 
duced transverse section to give lowest 
wind resistance. Cooling surfaces are 
readily accessible for cleaning if nec- 
essary. Duty rating is continuous and 
temperature rise is rated at 55 F. 
Sealed ball bearings do not require 


greasing or cleaning. Connection box 
can be rotated to make connecting 


NOR-LAKE... 
“FINE-LINE” in every way! 


TI 
| 
| 


R-15 REFRIGERATOR Eight adjustable 
plated wire shelves, ten big storage areas in 
15 cu. ft. Aluminum interior, heavy cold 
rolled steel with baked enamel exterior. 
Double two-keyed locking doors. Door 
heater strips seal for total cold. Fully auto- 
matic condensate removal. Fine-Line styled, 
also available with drawers and Blood Bank 
Alarm system for biological uses. 


NOR-LAKE’S FINE-LINE IS A FULL LINE! 


R5 LSCP-4 LoBoy 
Reach-in Refrigerator Beverage Cooler 


DM 40 Dairy Mix Cabinet 


‘ 


R-45G REFRIGERATOR—Big 45 cu. ft. capac- 
ity in Fine-Line heavy steel cabinet. Sliding 
doors are three ply glass. Fiberglas insula- 
tion, multiple frame and double door heater 
strips seal in cold. Polished aluminum frame, 
baked enamel exterior. Companion 45 XHG 
Freezer with R45G features available..Also 
solid-door Refrigerator, Freezer and Re- 
frigerator-Freezer combination with same 
capacities are available. 


DL 200 Biological 


Refrigerator $B-24 Ice Storage Bin 


mm A 


ALL MODELS AVAILABLE IMMEDIATELY, IN STAINLESS STEEL IF DESIRED. 


4 For FREE illustrated information on Nor-Lake’s full Fine-Line, 


write today. 


Please rush FREE -illustrated information on {_]| Freezers 
(_] Refrigerators |_] Walk-in Coolers 


” Sz" Other 
NOR-LAKE, /nc. 


Second and Elm, 
Hudson, Wis., Dept. 206 City 


NAME 


ADDRESS 





_ STATE 
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easier. Available for 2 or 3 phase op- 
eration in all standard frequencies and 
commercial voltages below 600 volts 
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Air Filter 

Product: “DusT-ban” Permanent 
washable air filter. 

Manufacturer: Skuttle Mfg. Co., 
Milford, Mich. 

Features: For warm air heating, 
airconditioning and ventilating sys- 
tems. Method of manufacture permits 
lower cost frame and screen construc- 
tion while maintaining high quality 
filtering media. Can be rinsed with 


WE 
’ MOST! 


— in Wey 
department 


That's the verdict of men who 
know water valves. 

They like its wide range: One 
valve adjustable for both R-12 
and R-22 without changing 
springs. Simply turn the 
knurled cap to any setting 
from 60 to 270 Ibs. Cap can be 
easily removed and the setting 
made tamper proof when de- 
sirable. 

They like the way it fits in: 
Small and compact, but with 
ample capacity, smooth modu- 
lation, excellent flow charac- 
teristics 


They like its quality construc- 
tion: Monel seat beads that 
minimize wire drawing; direct 
acting leak proof bellows. 
They like the provision for 
manual flushing after installa- 
tion to remove dirt and grit. 
Bulletin tells the story. 


cold water when surface load indi- 
cates cleaning is necessary. Never 
needs oiling. Produced in four stand- 
ard sizes: 16 x 20 x 1”, 16 x 25 x 1”, 
20 x 20 x 1”, 20 x 25x 1”. 
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Cleaning Compound 

Product: “Metalene” chemical com- 
pound cleaner 

Manufacturer: Lester Laboratories, 
Inc., Atlanta, Ga. 

Features: For cleaning and restor- 
ing cooling capacity of cooling coils 
and cleaning permanent filters in air- 
conditioning installations. Water solu- 


‘}i 


a 


ble blend of synthetic penetrants is 
diluted with water to provide a safe, 
odorless, powerful solution for clean- 
ing coil surfaces, filters, and blower 
fans. Non-toxic, non-flammable, non- 
corrosive. Light film applied after 
cleaning inhibits rust. Harmless to 
paint, easily cleans access doors and 
packaged units. Also can be used as 
an adhesive to treat permanent type 
filters. 
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Fastening Tools 

Product: “Shure-Set” two new ham- 
mer-in fastening tools. (R-300, R- 
350). 

Manufacturer: Ramset Fastening 
System, Cleveland, Ohio. 

Features: Can be used to fasten 
temperature control components to 
concrete, masonry and light gauge 
steel in three or four strikes of ham- 
mer without drilling, filling or plug- 
ging. R-300 has a %” bore and drive 
rod, with a fastener holder beveled 
to fit temperature control clips. Sepa- 
rate heavy duty case with special 
driver screws to the basic tool to 
adapt it for fastening 8-32 studs. 
R-350 has 8-32 fastener holder and 
drive rod for fastening wall threaded 
studs only. Base plate is designed to 
reduce spall and aid in stabilizing 
the tool during operation. Inserted 
fasteners will not drop out of the tool. 
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High Pressure Unit 
Product: High pressure aircondi- 
tioning equipment, (HCD, SCD). 


Buy it from your wholesaler 


MARSH INSTRUMENT COMPANY 
Division of Colorado Oil and Gas Corporation 
Dept. P, Skokie, Ill. 


Marsh Instrument and Valve Co. (Canada) Ltd., ® 

8407 103rd St., Edmonton, Alberta e 

Houston Branch Plant: 1121 Rothwell St., e proof setting when this 
® Sect. 15, Houston, Texas : : 

* ° is desirable. 


Manufacturer: Drayer-Hanson Div., 
National-U.S. Radiator Corp., Los An- 
geles, Calif. 

Features: Available in capacities 
from 5000 to 25,000 cfm. Has i and 
cold deck; dual forward curve fans; 


Nut provides for tamper 


Rin li 


Thermometers + Gauges * Water Regulators + Solenoid Valves * Heating Specialties 
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MUELLER, 
BRASS CQO. 


a new symbol 


res for all these 


sail QUALITY PRODUCTS 
ar i a 


for refrigeration and 


air conditioning from 


ONE dependable 


source 


This distinctive corporate symbol! is a new addition 
to the American business scene and will be found 
on the many diversified products made for the re- 
frigeration and air-conditioning industries by the 
Mueller Brass Co. of Port Huron, Michigan... your 
one dependable source for such products as refrig- 


eration vaives, driers, fittings and accessories. 


MUELLER srass co. 


PORT HURON 14, MICHIGAN 


VAMPCO ALUMINUM PRODUCTS, LTD., STRATHROY, ONTARIO e Exclusive Canadian 
Representative for Mueller Brass Co. Air Conditioning and Refrigeration Products 


ALSO MANUFACTURERS OF: STREAMLINE SOLDER-TYPE FITTINGS, COPPER TUBE AND 
VALVES @ FORMED COPPER TUBES @ BRASS AND BRONZE ROD @ FORGINGS @ SCREW 
MACHINE PRODUCTS @ IMPACT EXTRUSIONS e@ CASTINGS @® ALUMINUM WINDOWS e 
ALUMINUM SHEET, COIL AND STRIP @® POWDERED METAL PARTS @ PLASTIC PIPE, CUSTOM 
EXTRUSIONS AND INJECTION MOLDINGS. 
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internal vibration isolation of fans and 
motors; total high pressure construc- 
tion throughout; diffusers for air dis- 
tribution over coil face. Total static 
yressure range from 0 to 8”. Either 
1orizontal or vertical gischarge. Panels 
are removable. Units with backward- 
ly-inclined blades are also available. 
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Punch Press 
Product: “Porta-Press” 
electric punch press. 
Manufacturer: Modern 
Inc., Willow Grove, Pa. 
Features: 15 lb. press designed to 
punch out round, square, rectangular 


portable 


Mfg. Co., 


or any shape hole by merely changing 
yunch and die. Can be used on stain- 
ess steel, brass, plastic and all other 
materials up to %&” capacity. Can also 
punch out holes in laminated or weld- 
ed sheets not exceeding %” in thick- 


ness, 
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DISTRIBUTOR DAN 4x0 


INSIDE 


Ice Maker 

Product: “Super Flaker” large ca- 
pacity ice maker, (Model SF-8). 

Manufacturer: Scotsman, Queen 
Products Div., King-Seeley Corp., 
Albert Lea, Minn. 

Features: Daily ice making capacity 


of 4500 Ibs. Equipped to give a con- 
tinuous flow of flaked ice. Automatic 
thermostat for storage bin installa- 
tions. Entire unit occupies only 8.3 sq. 
ft. of floor space. Operates from stand- 
ard electrical outlets, only two water 
and drain connections required. Cabi- 
net is finished in gray ties ham- 
merloid enamel. Heavy-duty 5-hp 
hermetically-sealed, twin cylinder, 230 
volts, 60 cycle ac, single phase. Height, 
with legs, 40-34”, width, 40-14”, depth 
is 30-4”. Shipping weight, 1180 Ibs. 
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REPLACED, BUT EASILY 
AND AT LOW COST. 


THE H- 


"WHEN THE SOURCE 
LOSES ITS SENSITIV- 
ITY, JUST REMOVE THE 

HOUSING COVER, 
LOOSEN THESE BLOCKS, 
AND LIFT OUT THE 

ION SOURCE.” 


Y WHEN RE-ASSEMBLING, 
TIGHTEN THE SCREWS... 
BUT NOT TOO MUCH 

“ MUSCLE .” 


THIS SOURCE ONLY ONCE 
DURING EVERY 100 


OPERATING HOURS. 
= . -——— 
‘er. we S 
/} fa = 


Pressure-Electric Switch 

Product: Pressure-electric 
for step control. 

Manufacturer: Power Regulator 
Co., Skokie, Ill. 

Features: Provides step control of 
electric heat unit ventilators, fan sys- 
tems, pumps, and refrigeration equip- 
ment. Consists of pneumatic motor 
which actuates a series of electric 
switches in response to a pneumatic 
signal. When used with unit ventila- 
tors having electric resistant heating 
elements, each element is energized in 


switch 


sequence in response to changing air 
signals passed by a pneumatic ther- 
mostat. Also can be used to provide 


REPLACEMENT |S THE 
‘ION SOURCE’ HERE IN 7 
THE SENSITIVE 


ELEMENT 
| Lroveine. 


BLOCKS GUIDE YOUR 
POSITIONING THE NEW 
ION SOURCE...BE SURE 
THE SOURCE DOESN'T 

TOUCH THE ION 
COLLECTOR. 


FOR MORE COMPLETE INFORMATION ON THE 
TYPE H-6 LEAK DETECTOR. CONTACT YouR 
NEAREST AIR CONDITIONING AND REFRIGERATION 
WHOLESALER : OR SEND THIS COUPON TODAY 
FOR BULLETIN GEA-6827,TO 
GENERAL ELECTRIC COMPANY 

SECTION 595-407 SCHENECTADY 5,N.Y. 
DAME .cceccccoasscoaace - 


! 


j 
\ 
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sequence operation of other electrical 
equipment. Normal supply pressure 
is 15 psi. Maximum is 25 psi. Air con- 
nections are 4%” N.P.T. Rated at 20 
amps. at 125, 250, and 460 volts ac., 
1 hp at 115 volts ac., and 2 hp at 240 
volts ac. Maximum ambient tempera- 
ture is 160 F. Can be mounted on or 
away from unit ventilator. Measures 
8” wide, 12” high, 4” deep. Individual 
switches are replaceable without mov- 
ing or disconnecting any other switch 
or part. 
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Display Case 

Product: “Angle Vision” counter- 
top merchandisers. 

Manufacturer: Fogel Refrigerator 
Co., Philadelphia, Pa. 

Features: Self-contained, automatic 
electric defrost freezers, 6’ and 8’ long 


with capacities of 13 and 19 cu. ft. 
Can be used as checkouts or display 


of tie-in items to increase sales of 
frozen food, and ice cream at the 
checkout location. Sliding glass doors, 
set on an angle and framed in polished 
metal, permits many shoppers to use 
cases simultaneously. Automatic de- 
frost completely evaporates all defrost 
water. No plumbing required. Shipped 
ready for plug-in operation. 
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Dehumidifier 

Product: Self-contained industrial 
dehumidifier (Model A75). 

Manufacturer: Universal Dynamics 
Corp., Arlington, Va. 

Features: Handles as much as 700 


cfm and can remove 300 Ibs. of water 
in 24 hours. Can be used for controlled 
humidity storage, dry air in processing 
applications, humidity control in un- 
heated spaces, low temperature instal- 


lations, and in combination with cool- 
ing equipment. Variations available 
for high temperatures, laboratory dew- 
points. 
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Refrigeration Curtain 

Product: “Shamrock Kold-Keep’”’ 
refrigeration curtains. 

Manufacturer: Meese, Inc., Madi- 
son, Ind. 

Features: Made of 16-0z. Nylon 
fabric, neoprene-impregnated for add- 
ed strength. Does no absorb moisture 
or odor, stays flexible. Curtains per- 
mit easy movement of trucks in and 
out of cold room, reduces moisture 
condensation, and eliminates need for 
frequent defrostings. Window panels 
give clear view at eye level. Curtains 


QJ 
IS THERE ANYTHING YES, 


AIR CONDITIONING 


; BESIDES THE ION 
reFriceration | SOURCE AND COL- 
SERVICE LECTOR THAT NEEDS 
TO BE REPLACED 
IN THE H-6 2 


(] FEW PARTS YOU MAY 
HAVE TO REPLACE, 
BUT VERY SELDOM, 

FOR EXAMPLE.. 


THIS SMALL LAMP 


...AND THE PROBE LAMP 
AND THESE TWO 


TO REPLACE IT, FIRST 
UNSCREW AND PULL 
OFF THE PROBE TIP... 


-» THEN SIMPLY SLIDE‘ 
OUT AND REPLACE 
THE LAMP. ff 


ELECTRONIC TUBES 
FROM THE 
AMPLIFIER 

CIRCUIT... 


| Watch for more tips trom Distributor Dan and... 
FOR MORE COMPLETE INFORMATION ON THE 
| TYPE H-6 LEAK DETECTOR, CONTACT YouR 
NEAREST AIR CONDITIONING AND REFRIGERATION 
WHOLESALER : OR SEND THIS COUPON TODAY 
FOR BULLETIN GEA~-6827,To 
| GENERAL ELECTRIC COMPANY 
SECTION 595-408 SCHENECTADY S&S, N.Y. 
ow satin es aes ss 
BE ves as hich hea ewtip'he akin sen ane 


WHEN THE ‘ 
PROBE FILTER 
GETS DIRTY, 


ABOUT A YEAR'S SUPPLY 
OF EXPENDABLE PARTS 
ARE INCLUDED IN 
YOUR. H-6 MAIN- 
TENANCE KIT. 


PUSHED OUT 
EASILY WITH 
A WIRE AND 
REPLACED IN 
\. SECONDS. 


INSTRUMENT DEPARTMENT 


GENERAL @® ELECTRIC 
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weighted at bottom. Complete with 
hardware. Standard size fits all door 
widths 2’11”, to 3’6”, door heights 
from 5/10” to 66”. 
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Gas Fired Furnace 

Product: “Moncrief” large capacity 
gas fired winter airconditioners 
(Model SH-175, SH-200). 

Manufacturer: Henry Furnace Co., 
Medina, Ohio. 

Features; Capacities of 175,000 and 
200,000 Btu input. Completely as- 
sembled and wired. Measures only 54” 
high, 34” wide, 29” deep. Approved 
for close clearance sestailation Twin 


Simplest, most economical way 
to detect moisture in your 


refrigerant systems! 


sealing 


LIQUID eve/inDICATOR 


featuring the built- -in 


MOISTURE- REACTOR 


\ 
1 ‘ 


i’s'GooD! / if’sBAD! 


The MOISTURE-REAC- ; If moisture enters the system,\ 
TOR is composed of alter- every other color bar changes \ 
nate, permanent and chang- from green to yellow—then it's \ 
ing (Reactor) color bars. When bad—the dehydrator should be 
all the bars appear the same replaced. When the system is 


\ oad moisture-free again, the Reactor 
ce or(green)—it sgood—there’s color bars will change back to their 
no moisture in system. original solid green color. 


No more guesswork about the condition of your 
F-12 and F-22 refrigerant systems. No installation problems either. 


Now you can get both in the same unit 


. LOWEST COST MOISTURE-REACTOR PROTECTION 
PLUS ALL THE PROVED LIQUID EYE FEATURES! 


CONTACT YOUR WHOLESALER TODAY 
lin 


Allin Manufacturing Company 
410 NORTH HERMITAGE AVE. + CHICAGO 22, ILLINOIS 
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Over 1,000,000 Liquid Eyes sold to date! 


10” blowers, mounted on the same 
drive shaft, provide the units with 
enough air supply for heating and 
any increased air deliveries required 
for cooling. Standard air intake is 
through the bottom. Can be adapted 
for basement installation with optional 
accessory return air cabinet or side 
filter frame 
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Relief Valve 

Product: Poppet type pressure relief 
valve, (Model 3L). 

Manufacturer: Watts Regulator Co., 
Lawrence, Mass. 

Features: All bronze (85% copper ) 
body, stainless steel spring. Complies 


with latest ASA standard and also 
meets new 1959 requirements. Avail- 
able in % x %”, and % x 34” sizes. 
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Gauge Mount 

Product: ‘“‘Stedy-Mount’’ gauge 
mount. 

Manufacturer: Vilter Mfg. Co., 
Milwaukee, Wis. 

Features: Designed to lengthen 
gauge life by damping out mechani- 
cal vibration and gauge pointer jiggle. 


Designed for bottom-inlet gauges 
weighing up to 2 lbs. and can be 
used for both ammonia and Freon 
or any other gas or fluid that does not 
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attack carbon steel. Also applicable 
for use on reciprocating compres- 
sors and piping systems in which the 
fluid or gas flow has pulsating char- 
acteristics. Rubber damper isolates 
pressure gauge from the compressor 
or piping system, avoiding a rigid 
connection between the two and en- 
abling the gauge to stand motion- 
less. Gas pressure is transmitted to 
the gauge through a small-bore, stain- 
less steel, spiral-wound tube so that 
only a smooth, even pressure reaches 
it an its pointer does not jiggle. 
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Air Handlers 

Product: Line of air handlers for 
centralized conditioning service. 

Manufacturer: Halstead & Mitchell, 
Pittsburgh, Pa. 

Features: Complete line includes 
16 models with many variations. Ca- 
pacities range from 880 to 47,500 
cfm. Coil face velocities from 400 to 
700 fpm. These air quantities are ob- 


tained even under static loads up to 
2” w.g. Can be used with direct ex- 
pansion coils (capacities range from 
3 to 120 nominal tons under stand- 
ard conditions), chilled water or hot 
water coils, or steam coils. Face areas 
range from 2 to 68 sq.ft. Discharge 
direction may be horizontal or verti- 
cal. Either high or low velocity filters 
may be used, choice includes clean- 
able or throw-away design. Vibration 
isolaters for ceiling hung units may be 
specified as optional equipment. 
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Control System 

Product: Low voltage electric heat 
control. 

Manufacturer: Minneapolis - Honey- 
well Regulator Co., Minneapolis, Minn. 

Features: System includes a wall- 


NEW KLIXON TWINS 


(STAR REPLACEMENT SERIES) 


ee Ue 


Permits Fast, Easy Service on 
Domestic Refrigeration 


Benefits to Serviceman: 


@ NINE SELECTED RELAYS — replace 159 standard relay ratings. 
@ EIGHT SELECTED PROTECTORS — replace a wide variety of protector ratings. 
* — EASY IDENTIFICATION — each relay rated by horsepower and part 
number. 
ONE SERVICE CALL — most replacement jobs completed in one call. 
FEWER TRIPS TO SUPPLIER — stock replenished without delay. 
REDUCED INVENTORY COST. 
@ SMALL COMPACT KIT — fits into tool box or truck compartment. 


The selected units, which replace a wide variety of standard ratings in the 
KLIXON line, are packaged complete with leads and terminal screws to make 
many lead and terminal arrangements. Complete assembly and mounting 
information are included with each kit. With minimum stock needs, the 
serviceman can replenish his kit from distributor’s stock in only one trip, 
saving the extra time and expense traveling to and from the distributor. 


“~ TEXAS INSTRUMENTS 


INCORPORATED 
METALS & CONTROLS DIVISION 
® 4901 FOREST STREET ° ATTLEBORO, MASS. 


SPENCER PRODUCTS: Klixon® Inherent Overheat Motor Protectors 
Motor Starting Relays + Thermostats + Precision Switches + Circuit Breakers 
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Removes MORE 
SCALE per 
Dollar Spent! 


VAPCO 
SCALE REMOVER 


The activated acid in powder 
form containing inhibitor, 
wetting agent and algaecide 
for a COMPLETE clean- 
ing job under the most se- 
vere conditions. Easy on 
galvanize — safe for equip- 
ment. Keeps head pressure 
down — efficiency UP! 10 
and 50 pound drums with 
“Tel-Action” pH indicators, 


VAPCO-HIB 


Make your own cleaner with 
VAPCO-HIB. Added to 
muriatic acid, VAPCO- 
HIB increases the acid ac- 
tion, yet provides outstand- 
ing protection to metals 
including galvanize. Sup- 
plied in 8 and 32 ounce 
bottles and bulk. 


ee a | 


Complete literature on 
request or see your 


dealer TODAY | 


GARMAN 
COMPANY 


$7. L0UIS 25,m0 


See your 


mounted round thermostat and a cy- 
cling device, which may be located 
remotely or within a baseboard or wall 
unit. Signals from the rapid-cycling 
thermostat are transmitted to the relay 
device to provide comfort in electri- 
cally-heated homes. Thermostat is 
available in positive “off” model; relay 
is offered in two versions. One model 
offers switching of two loads from one 
thermostat, other model may be used 
with two thermostats to control two 
separate loads such as in a motel. 
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Outdoor Compressor 


Product: “Unicon” compressor, de- 
signed for outdoor installation. 

Manufacturer: Kramer Trenton Co., 
Trenton, N. J. 

Features: Unit is a complete aircon- 
tioning highside. Factory assembled. 
Can be installed on a roof, the ground, 


or any place where there is ample sup- 
ply of air. Fully protected from the 
weather. Shipped ready to operate, re- 
quires only an electrical supply and 
connections between the compressor 


and the evaporator. Electrical con- 
trols, pressure gauge valves for suction 
and discharge, receiver inlet and out- 
let valves, purge valve and liquid sight 
glass accessible on the outside of the 
unit. Can be furnished with built-in 
“Winterstat” to control receiver pres- 
sure and assure proper operation of 
the equipment when ambient tempera- 
ture is below 60 F. 
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Walk-In Refrigerator 

Product: Four sizes of self-con- 
tained walk-in refrigerators. 

Manufacturer: Victor Products 
Corp., Hagerstown, Md. 

Features: Engineered for cooling 
and storing eggs. All models have 


IN AIR-CONDITIONING... IN REFRIGERATION 
.-AIRSERCO MEANS COMPLETE LINE! 


Airserco equipment will bring you greater net profits! 
Accept ‘‘the standard of the industry’’ as the perfect 
formula for successful production or servicing. 


‘from a test cord to a complete production line facility."’ 


wholesaler 
or write us 
for complete 


Midget 
Service 
Station 
ae 


Heavy Duty 
Three Wire 
Test Cord 


Thermo-tester e 1 hasell™ : 


‘THE MAN WHO NEEDS TESTING EQUIPMENT IS ALREADY PAYING FOR IT.” 
AIRSERCO MANUFACTURING CO. 


catalog. 


Mm Commercial 
& Industrial 
Motor Analyzer 


KC-2R 
Portable High 
Refrigerant Vacuum > 
Measuring Pump 
Tube 


PITTSBURGH 13, PENNSYLVANIA, U.S.A. 


Airserco has built more refrigeration testing equipment than any other company in the world. 
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PACKLESS VIBRATION ABSORBERS 


Engineered and constructed for 


of vibration and noise. 


Manufactured of Seamless Flexible 
Bronze Hose — Tin Bronze Wire Braid 
Covering — Sizes 3/16 thru 6". 


—Made to exceed standards established by 
Original Equipment Manufacturers.— 


—Listed by Underwriters’ Laboratories, Inc.— 
—Available from Leading Wholesalers— 


Complete stocks maintained at Factory and Warehouses located at: 


Mount Vernon, N. Y. Dallas, Texas Minneapolis, Minn. 
Atlanta, Georgia Oklahoma City, Okla. Chicago, Ilinois 
Houston, Texas Los Angeles, Calif. Montreal, Canada 


Quality Products and Dependable Service for over 25 years 


Request Bulletin VA 7 Li PACKTEF S'S vx HOSE, INC. 


for Complete Information 
730-10 South Columbus Ave., Mount Vernon, New York 


Service-Master costs so much less in the long run 
that it’s actually false economy to settle for any 
other make. Here’s a truck body that has class... 
starting with the way it’s put together and ending 
with the way it stays together without constant 
upkeep through the life of several chassis. See 
one, go over it carefully, get all the facts, 
compare and you'll know why Service-Master is 
your very best service body buy! 


A standard Model SM-15 
(% ton) Service-Master is shown 


a Gs ie ao Se ae ae ogi Sal : ‘ 
| POWERS at top left. Below is the same 
e ® model with a Canopy Top. 
= All bodies are available for 
: immediate delivery in all 


48 states. 
TWO MODELS...FOUR SIZES : 
tor '/, ¥%4, 1 and 1!/2 ton chassis i 


Before you buy 
any service body... 


SEND FOR THIS 


FREE rac FOLDER 


it's loaded with 
valuable information 


McCABE-POWERS BODY COMPANY Oo) 
5900 NO. BROADWAY « ST. LOUIS 15, MO. 
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HROW 
YOUR 
COMPRESSOR 
“OUT! 


KRAMER’S outdoor compressor is the only compressor 


designed to operate outdoors for any application 
under all temperatures and weather conditions. 
Completely assembled, wired, tested and factory 


run-in, it arrives on the job ready to operate. Simple eeccccccooe 


hookup eliminates costly installation and control 
adjustment time. Kramer's outdoor compressor ends 
waste of valuable indoor space. 

WRITE FOR BULLETIN 


KRAMER TRENTON CO.: Trenton 5, N. J. 


46 YEARS OF CONTINUOUS ACHIEVEMENT IN HEAT TRANSFER 
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self-contained refrigeration systems, 
balanced in capacity for correct cool- 
ing temperatures. Weather and rust- 
resistant heavy galvanized steel in- 
teriors and exteriors, with aluminum 
finish on exterior. Floor drain for 
quick washdown. Double seal on all 
anel joints. Plug type door, right 
Coed opening, heavy duty galvanized 
hardware with ball bearing hinges and 
self-acting roller latch, with inside re- 
lease handle. 
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Water Cooler 

Product: “Oasis Bubbelet” water 
cooler, (Model 3P). 

Manufacturer: Ebco Mfg Co., Co- 
lumbus, Ohio. 

Features: Full 3-gal. capacity am- 
ple for reception rooms, small offices, 


classrooms or —_ buildings. Takes 


only 1 sq.ft. of floor space and stands 
40%” high. Cabinet finish blends with 
any furnishings. Top is hand polished 
stainless steel of splash-proof design. 
Bubbler provides even in of water. 
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Aluminum Fittings 

Product: Line of aluminum fittings. 

Manufacturer: Speedline Div., 
Horace T. Potts Co., Philadelphia, Pa. 

Features: Extra length affords more 
clearance for welding, simplifies align- 
ment, allows for flanging without weld- 
ing, and permits a multiple choice of 
joints at every connection. Joints can 
5 butt welded or socket welded with 
aligning connectors. Either serrated 
flanges or unions may be used where 
demountable joints are required. Ser- 
rations on the I.D. of both union fer- 
rule and the flange allow either pipe 
or fitting to be expanded directly into 


the union or flange insuring a tight 
leak proof joint without welding. Other 
fittings include tees, crosses, 45 and 
90° elbows, caps, eccentric and con- 
centric reducers, and stub ends. 
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Blower Condenser 

Product: Low silhouette air cool 
blower condenser (Type LSBC). 

Manufacturer: Bichon Sack. Inc., 
West Hartford, Conn. 

Features: Designed for use in roof- 
top locations. Air movement up and 
out keeps noise at a minimum. Shape 
allows br location on most roofs with 


Semi-freezes 
and 
Aerates 
Product 


Speeds Up 
Freezing 
and Dispensing 


the greatest advance 


in soft ice cream freezers. . 


a safe pounds-per-square-foot loading, 
eliminating costly reinforcing of roof 
members necessary to support it. Can 
be located anywhere without regard 
to prevailing winds. Available in mod- 
els from 5 to 53.5 tons. 
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retail Lathe 


2 Mix 


Reservolrs 


No. 975-5 
Double-Header 


ae 


SPEED and PROFIT ~* 


Introducing the NEW 


Freez-King 
ICE FLAKE MACHINE 


WRITE FOR FREE BROCHURES 


Exclusive territories available to master distributors and dealers. 


FREEZ-KING CORP., 2518 W. Montrose Ave., Dept. RA, Chicago 18, Ill. 
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NEW! WABASH 


fits Di DRYERS 


Filled with Davison 
Microtraps! 


Amazingly high capacity even at 
high temperatures. 


Huge screen areas for low pressure 
drop. 


All brass. 
5 sizes to 15 tons. 
Small and compact. 


Complete with forged flare nuts. 


Write for Complete information and prices 


WABASH cor. 


2300 S. Western Ave., Chicago 8, Ill. 
EXPORT DEPT. 
13 E. 40th St., New York 16, N. Y. 


Self-Contained Units 
Model PA-30-A 


QUIET COOLING 
is 
PROFITABLE COOLING 


You'll get added sales from quiet, effi- 
cient installations —the kind you make 
easily with compact Comfort-Aire. Avail- 
able in summer-winter heat pumps or 
straight cooling only. UL Approved. 


@ Space Saving 
© Efficient and Adaptable 
@ Tested and Guaranteed 


Comfort-Aire 


HEAT CONTROLLER, INC. 
JACKSON, MICHIGAN 
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BACHARACH CELEBRATES 
FIFTIETH ANNIVERSARY 


Bacharach Industrial Instru- 
ment Co. of Pittsburgh, Pa., re- 
cently celebrated its 50th anni- 
versary with a series of com- 
memorative events. Festivities 
concluded Dec. 29 when an 
open house and plant tour was 
conducted for district business 
and community leaders. 

The firm was founded by Her- 
man Bacharach to sell instru- 
ments imported from Germany. 
When war in 1917 stopped im- 
ports, he began manufacturing 
the instruments here. The 
founder was active in the com- 
pany until he retired in 1935. 

In 1959, sales increased to $2 
million yearly for the first time. 
Bacharach acquired a_ building 
at 200 N. Braddock Ave. in 1956, 
giving the firm 75,000 sq. ft. of 
floor space. This enabled all de- 
partments to be housed under 
one roof, with plenty of room 
for expansion. 


QUITE A CONTRAST is provided by 
the smallest solder-joint tee fitting made, 
for connecting '/g" copper tube used in 
instrument control systems, and the 8" 
tee for connecting copper water tube. 
The wide range of sizes of fittings are 
manufactured by Chase Brass & Copper 
Company. 


MORE DEALERS NAMED 
FOR KLIXON CONTROLS 

Eighty-two additional au- 
thorized distributors have been 
named by Texas Instruments 
Inc., Metals & Controls Div., to 
handle “Klixon” motor-compres- 
sor controls exclusively for re- 
frigeration service trade. This 
brings the total distributorships 
to 96. 

The division’s Spencer Prod- 
ucts Group manufactures 
“Klixon” inherent overheat mo- 
tor protectors and starting relays. 
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“0. E.M.Engineered”.... 
by REFRIGERATION RESEARCH 


®Products of Refrigeration Research 
e@2r designed, engineered and built to 
the exacting requirements specified 
@ by original equipment manufacturers. 
These same high quality refrigeration 
e@supplies are now available through 
your wholesaler look for the Bull 
@ Dog seal when you buy. 


SUCTION ACCUMULATOR 


Compressor damage due to 

slugging ends once and for 

all with the installation of 

the Refrigeration Research 

Suction Accumulator. 

Easily and quickly install- 

ed in the suction line just 

ahead of the compressor, 

it meters refrigerant and 

oil back to the compressor 

at a controlled rate....even 

though several pounds of refrigerant 

may suddenly return through the suction 
compressors go to work quietly 

and safely. 


Driers - Receiver Driers - Receivers 
Accumulator Driers - Accumulators 


Suction Accumulators - Manifolds 
Heat Exchangers - Strainers - Mufflers 


Write for catalog 


or contact your 
wholesaler. 


i REFRIGERATION 


ia Naa 


efrigeration and 
ir Conditioning 


RELAYS, OIL CAPACITORS 
and LEAK DETECTORS 
Authorized Factory Distributors 


Request our Catalog RCé6-1 


THU Satta 


31-24 14th Street * Long Island City 6. N.Y 


WHOLESALER 
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TAKES 
ROUGH 
TREATMENT! 


a 


All connections in accordance 
with ARI specifications. 


V Furnished with or without gauges. 


Vv Furnished with or without 
handwheels. 


Vv Clearview, accurate gauges. 


The Kerotest Refrigeration Test- 
ing Outfit is used for a variety of 
services including: 


Purging air or gas from high side 
of system—charging oil in low 
side—testing low side controls— 
charging liquid gas in high side— 
charging gas into low side—set- 
ting expansion valves—purging 
gas from gauge lines. 

Kerotest Refrigeration Testing 
Outfits withstand severe service 
day after day. Sturdy forged 
brass construction in single or 
double units. Write for full in- 
formation or send for catalog. 


Ask your Kerotest wholesaler for 
Testing Outfits Nos. 5131 and 
6131. 


KEROTEST MANUFACTURING CO. 
2504 Liberty Avenue 
Pittsburgh 22, Pa. 
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SALESMEN TOP QUOTAS 
AT ACME INDUSTRIES 

Five Acme Industries, Inc. 
salesmen topped their 1959 
quotas. Top salesman for the 
Jackson, Mich., manufacturer 
was Marvin H. Potter, who 
marked 199% of quota. Potter's 
territory is Washington, D. C. 

Other sales leaders were Olan 
J. Hill, Louisville, Ky.; Bob 
Carow, Lubbock, Tex.; Robert 
Rice, Salt Lake City, Utah, and 
Glenn Breeden, Richmond, Va. 
Each received a trophy at the 
firm’s national sales conference. 


CHARTER MEMBERS and officers of 
NATPBORL perform ceremonial ritual of 
the organization as they meet at the recent 
Air-conditioning and Refrigeration Exposi- 
tion in Atlantic City. What's NATPBORL? 
It's the National Association To Pin Badges 
on Right Lapel, organized for the express 
benefit of forgetful convention-goers who 
find it difficult to remember names of all 
people they have met, and easier to read 
badges on the right lapel when shaking 
hands. NATPBORL vice president Irving 
Alter (left), of The Harry Alter Co., and 
president Charlie Benson, of Imperial Brass 
Mfg. Co., switch badges from left to right 
lapels as the group's treasurer, Tom Byrnes, 
of Imperial's New York office, looks on. 
(Irving Alter supplied the photo in the 
interests of expanding NATPBORL mem- 
bership.) 


GOVT. PRINTING OFFICE 
HAS YEAR-ROUND SYSTEM 
More than 60 pieces of major 
Marlo equipment were used in 
the year-round airconditioning 
system in the Government Print- 
ing Office, Washington, D. C. 
Included in the system are 50 
central station units, five multi- 
zone units, four heating and ven- 
tilating units, and two spray type 
dehumidifiers. Engineers of Gen- 
eral Services Administration 
headed the project with the 
John C. Grimberg Co. of Wash- 
ington as mechanical contrac- 
tor, and Henry Adams of Balti- 
more, as consulting engineer. 
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You get a lot 
to like... 
from Calgon®! 


Yes, for every water problem 
you may encounter, there is a 
Quality Calgon Product spe- 
cially formulated to take care 
of it. Take a look at what 
Calgon has to offer— 


1. MICROMET® PLATES 
—Easy-to-use, low in cost, one 
charge of Micromet Plates will 
protect most systems against 
scale and corrosion for six 
months. 


f 

j 

| 

| 

| 

| 

| 

| 

| 

| 

| 

j 

l 

i 

i 

| 

| 

1 

| 

; 2 CALGON SCALE RE- 

i MOVER —To do an efficient 

\ job safely, use Calgon Scale 

Remover. This powdered acid 

! has corrosion inhibitors, wet- 

| ting agent, anti-foam and pH 

} color indicator. 

| 3. CALGON ALGAECIDE 

| and CALGON BIOCIDE RP 

| —These Algaecides kill slime 

\ and algae fast. 

| 4. BANOX®—Protects con- 
densers, pumps and water lines 

! against corrosion. Use it at 

1 shut down—Spring start-up— 

after acid cleaning. 

5. CALGON CONDENSER 
| CLEANER-—Specially form- 
| ulated for low-cost, safe clean- 
| ing of cooling water systems. 
Calgon products for every 
| water problem include: Calgon 

Ice Machine Treatment, Ice 
| Machine Cleaner and Gas Leak 
| Detector. See your Refrigera- 
tion Wholesaler. 
| 
| 
| 
| 
j 
| 
| 


For free booklet on how to 
solve water problems, write: 


CALGON company 


HAGAN BUILDING, PITTSBURGH 30, PA. 


. QD 


| DIVISION OF HAGAN 
| CHEMICALS & CONTROLS, | 


J 
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Seeks Source of Parts 
For Baker Compressors 


Eprror: 

We have a 20 H.P Baker refrig- 
erating unit and so far have been 
unable to secure a source to supply 
replacement parts for same. We 
wrote to the Baker company at 
South Windham, Maine, and dis- 


covered that they are out of busi- 

ness. Can you tell me where we 

might be able to obtain the parts 
we need? 

WituuaM E. Focie 

Refrigeration Section 

Post Engineer Office 

Ft. George G. Meade, Md. 


The Keiser Co., 7651 S. Ash- 
land, Chicago 20, Ill., advertises 
that it has available a stock of 
replacement parts for all models 
of Baker ammonia and Freon 
compressors. 


identical replacement gaskets 


ae Pt bt aie 
ee 
PT LSA 


Pe ST) Forming 


for these eight makes: 


for almost 1000 


hi 


refrigerator 
models 
...are in 


CROSLEY FRIGIDAIRE GENERAL ELECTRIC 


GIBSON 
PHILCO 


SERVEL 


HOTPOINT 


WESTINGHOUSE 


They are identical to the replacement 
gaskets as furnished by the manufacturer. 


_ Pick up your Key Chart booklet 
at your Refrigeration Supply Wholesaler now. 


TIME SAVING TIP: Phone ahead from the job and your Wholesaler 
can have your gasket order waiting for your pickup. With this new 
Key Chart you can now be sure of getting the correct gasket by »hone. 


ARROW PRODUCTY.. 


Almost a Third of a Century of Gasket Experience 
1238-50 W. FULLERTON AVE., CHICAGO 14, ILL. 


Customs Rules Hinder 


Our Canadian Readers 


Epitror: 

Through the courtesy of Mar- 
shall Refrigeration Company, Ltd., 
we have been given a subscription 
to your magazine, THE REFRIGER- 
ATION & AIRCONDITIONING BUSINESS. 
We have been reading this publica- 
tion for several months and are 
particularly pleased with the 
amount of information on new 
products and methods which it 
contains. 

Unfortunately, although infor- 
mation on these new items of 
equipment can be obtained by the 
return of a reader service card, no 
such card is ever included in the 
magazines which we have received 
in Canada. It is necessary, there- 
fore, for us to write individual 
letters to your advertisers in order 
to obtain this information. We feel 
that the omission of this card is a 
disservice to your advertisers, and 
to vour readers. 

Lioyp A. Boox 

Lloyd A. Book Ltd. 
Brantford, Ont. 


We heartily agree with Mr. 
Book. But, unfortunately, this is 
a problem which has been 
brought about by the peculiar 
regulations of Canadian Cus- 
toms. 

If the reader service card is 
included in the Canadian copies, 
it raises the import tax so high 
that it simply becomes un- 
economical for us to distribute 
the magazine in Canada at all. 
So we have been forced to con- 
clude that it is better for our 
Canadian readers and our ad- 
vertisers to distribute the maga- 
zine in Canada without the in- 
quiry card rather than to cut 
off our Canadian circulation 
entirely. 


Puts Article To Good Use 
Epiror: 

I read with a great deal of inter- 
est the article in the July issue by 
vour eastern editor, Henry Lefer, 
captioned “Hire the Right Sales- 
man. 

I found the information of value 
to the point that we can apply it 
to our own operation. 


Louis Lipsky 
L and P Electric Co., Inc. 
Maspeth, N.Y. 
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Quick Break Switch 


The starting winding is disconnected 
from the line by this Wagner designed 
switch ... test proved to make more than 
a million breaks. (That adds up to two 
starts per hour for 50 years!) 


Quick Connect Terminals 


Brass tabs on terminal studs permit 
quick, easy connection of leads... cut 
wiring time to speed assembly line pro- 
duction. Simply press the lead receptacle 
on to the stud—a positive connection 
is assured. 


All-Angle Operation 
The sleeve bearing design, in fractional 
hp ratings, has ao positive lubrication 
system that permits operation in any 
position ...can mean important savings 
in motor costs to manufacturers. 


RESILIENT- MOUNT 
Yo THRU 5 H.P 


NO STARTING PROBLEMS 


with 


WAGNER CAPACITOR-START MOTORS 


Pack more power into less space...give long 
troublefree service...are easy to hook up 


Here are general purpose single-phase motors that have high starting torque and 
high pull-in torque. When used in the proper application wl supplied with voltage 
close to their rating, they'll give positive starts every time. Troublefree operation 
is assured... thanks to the positive action of the Wagner governor mechanism 
and long life quick-break switch. 

Wagner Type RK Motors pack more power into less space. Small enough to fit 
in tight spots, their ruggedness is built-in ... permits direct mounting. They are 
available in a range from % through 5 horsepower, with sleeve or ball bearings, 
and with rigid bases or resilient mountings. And, sleeve bearing fhp models can 
be operated in any position. 


Get these motors from leading distributors in your city, or from Wagner Sales 
Offices in 32 cities across the country. Your Wagner Sales Engineer will be glad 
to a ye select the right motor for your application. Wagner Bulletin MU-217 
gives full details on Capacitor-Start Motors. 


Wagner Electric Corporation 


6442 Plymouth Avenue, St. Louis 33, Missouri 


RIGID BASE 
Y% THRU 5 H.P 
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WORTHINGTON SYSTEMS 
USED FOR POWER PLANT 

Two 1000-hp Worthington 
“air-to-water” heat pump sys- 
tems provide year-round aircon- 
ditioning for a new 4-story Gulf 
Power building in Florida. The 
$1 million-plus structure in Pen- 
sacola is the nerve center for 
electrical power in a 9-county, 
7200-sq. mi. area of the state’s 
northwestern part. 

Installed by Hardy Corp., 


mit automatic control for each 
room and different temperatures 
in various parts of the building. 
A 75-hp compressor, operating 
as a conventional direct expan- 
sion of cooling system, conditions 
the interior zone since no heat 
is needed. A self-contained air- 
conditioning unit conditions the 
“power distribution” control 
room. 

With the built-up heat pumps 
in the basement, and the air- 


Birmingham, Ala., the units per- cooled condenser-evapora- 


WITT 
Defrostacr COS 
7 MODELS 


Capacities 13850 to 44100 
B.T.U./HR./10°T.D. 


tial 


LOW 
TEMP 
(OTST TLs 


WITH EXCLUSIVE 
7: 089. bea 


Automatic 
Electric 
Defrost 


_ System 


* PATENT NO. 
2539813 -2492970 


AN ENGINEERING 
ACHIEVEMENT... 


IN SIMPLICITY, EFFICIENCY, LOW COST 


WITT 
Defrostacr COILS 
8 MODELS 


Capacities 3800 to 12100 


B.T.U./HR./10°T.D. 


Uh be) a8 beet 
LABORATORIES 
APPROVED 


WITT WITT 


Defrostact COILS Defrostacrt COILS 
3 MODELS 3 MODELS 


Capacities 1800 to 3020 Capacities 1400 to 2200 


B.T.U./HR./10°T.D. B.T.U./HR./10°T.D. 


Here’s the ultimate in flexibility . . . 4 different shapes . . . 
21 different models. The most complete line of low temper- 
ature coils ever offered for temperatures below freezing. 
Witt Defrostair exclusive patented Heat Trap features 
means low initial and installation cost. Designed to meet 
every demand for perfect performance. Requires only a 
low cost single pole, double throw time clock for complete 
automatic defrosting. There is a Defrostair electric defrost 
system to meet all your requirements. Write today for full 
particulars. 


940 N. Sycamore Ave., 


H. COMPANY, INC. 106 angeles 38, Calif. 
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tor coils in the penthouse, this 
system permits complete reverse 
cycle heating without extra heat 
requirements. Hot gas from the 
interior zone system provides 
heat for primary air units serv- 
ing perimeter induction units. 


CHICAGO DISTRIBUTORS 
MOVE TO NEW LOCATION 

Frostmaster, Inc., Chicago, 
Ill., has moved to a larger build- 
ing at 7333-35 Cottage Grove 
Ave. The firm is a distributor of 
walk-in coolers, freezers, frozen 
food cases, and allied equip- 
ment. 

Officers in the firm include 
Fred Bennett, president, and 
Bernard Lindeman, vice presi- 
dent. Former address was 7325 
Cottage Grove. 


TWO-TIME WINNER of the York Medal 
of Merit award is Matty Hopwood (at 
right) for his 1959 sales record of resi- 
dential air-conditioning. Hopwood, who 
won the honor last year, heads L&M Dis- 
tributors, New Rochelle, N. Y. Austin 
Rising, vice president and marketing di- 
rector for York Div., Borg-Warner Corp., 
presented the award at the firm's annual 
distributor meeting. 


HENRY PATAKY FORMS 
NEW SALES AGENCY 

Henry R. Pataky has formed 
the H. R. Pataky Sales Agency 
with offices at 2006 West Spring 
St., Lima, Ohio. He recently 
resigned as director of sales for 
a furnace manufacturer. 

Pataky will cover Ohio and 
surrounding areas for manu- 
facturers in heating and _ air- 
conditioning and allied fields. 
Current lines include D. H. Mc- 
Corkle Co., Berkeley, Calif.; 
Standard Stamping & Perfo- 
rating Co., Chicago, Ill, and 
Rymco, Inc., Detroit, Mich. 


YOUR WHOLESALER 
CAN SERVE YOU —LET HIM! 


FEBRUARY 1960/THE REFRIGERATION & AIRCONDITIONING BUSINESS 





FAST, AUTOMATIC OPENING and closing speeds 
all cold storage room traffic 


SAVES REFRIGERATION. Electroglide eliminates costly loss of refrig- 
eration with fast opening and closing. 


CONVENIENT, SIMPLE OPERATION saves time and effort for per- 
sonnel, increases plant efficiency. 


Jamison ELECTROGLIDE* features 
save time and labor... 
speed warehouse operations 


e Jamison’s new Electroglide Door is now in operation 
in a wide variety of installations throughout the country 
and is proving in actual service that it will deliver extra 
savings and economy: 


Low Maintenance 
Level ride—no gasket drag « No shock closure e 
Reduction gear enclosed, sealed in oil « Frostop 
prevents icing, saves gaskets 


Safe Operation 
Full height safety door edge, sensitive full travel of 


door e Rear emergency release e Emergency controls 
for manual operation 


Greater Economy 


Minimum loss of refrigeration e Camlok compression 
seal for positive gasket contact e Faster operation, 
increased volume 


See for yourself how Electroglide can increase the 
efficiency of your own operations. Write today for 
interesting booklet to Jamison Cold Storage Door Co., 
Hagerstown, Md. 


*Jamison trademark 


JAMISON 


COLD SfORAGE DOORS 
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New company! 
New policy! 
New, complete line! 


Welbilt Air Conditioning and Heating Corp. 


Announces a new, complete line and 
a firm marketing policy 


The WELBILT MARKETING CREED: 


WELBILT air conditioning and heating equipment will be sold 


through — and only through — geographically protected WELBILT 
Franchised Distributors and Dealers. 


Distribution will be restricted to the least number of WELBILT 
Franchised Distributors compatible with the market potential of the 
trading area. 


Adequate stocks will be kept at strategically located distributing 
points for the fastest possible delivery. 


A technical service program will provide information and assistance 
to the WELBILT Franchised Distributor and his customers. 


National advertising and merchandising programs will be used to 
increase consumer demand for the WELBILT line. 


All possible sales promotion assistance—through industry show par- 
ticipation, personal contact, training and other practical means—will 
be provided. 


WELBILT Franchised Distributors and Dealers will be kept up-to- 
date on terms, conditions of sales and price. 


The sound, fair business practices that are the basis of the increasingly 
prosperous relationship between WELBILT and its distributors and 
dealers will be unalteringly continued. 


THE WELBILT LINE... America’s newest complete 
line of quality air conditioning and heating products. 


SELF-CONTAINED AIR CONDITIONERS * HEAT PUMPS ¢ AIR AND WATER COOLED CONDENSING UNITS ¢ WATER AND AIR 
COOLED PACKAGED CHILLERS « COOLING TOWERS ¢ EVAPORATOR CONDENSERS ¢ GAS FIRED HI-BOY FURNACES ¢ GAS FIRED 
HORIZONTAL FORCED AIR FURNACES ¢ GAS FIRED BOILER UNITS © CLOVERDALE HOT WATER BOILERS ¢ RESIDENTIAL OIL FIRED 
BOILER BURNER UNITS ¢ COMMERCIAL OIL FIRED BOILER BURNER UNITS ¢ COUNTERFLO, SUSPENDED, HI AND LO-BOY OIL FIRED 
WINTER AIR CONDITIONERS ¢ COMBINATION HEATING AND AIR CONDITIONING UNITS © UNIT HEATERS * DUCT HEATERS 
e RESIDENTIAL RADIATION BASEBOARD 


Territories are now available that offer exceptional growth potential. For more 
information, write or wire Pete Dalton, Vice President in Charge of Sales. 


Welbilt AIR CONDITIONING and HEATING CORP. 


Farmingdale, New Jersey 
SUBSIDIARY OF WELBILT CORPORATION @ 2987 
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REFRIGERATORS 


SELL 


EASIER * FASTER 
MORE PROFITABLY 


Coldin Commercial Refrigerators are 
designed for action and satisfaction. 
Elegant styling plus quality-controlled 
custom construction makes them the 
outstanding line. Franchise facts avail- 
able. Write today! 


Your Key to 
Better Refrigeration 


COLDIN 


CABINET CO., 
2800 Webster Ave., N. Y. 58, N. Y. 


a 


wy SELL MORE 
COMMERCIAL 
REFRIGERATION 
, EQUIPMENT 
with the 


ETER- Arle 


ur /-2-2 DAILY SAVINGS PLAN 


Prospects become customers when you sell new refrigeration 
equipment for just a few quarters a day, right from the till . . . 
the same way supplies are purchased! METER-MATIC Coin 
Meters make it easy for customers to get new, needed equip- 
ment .. . EASY for you to increase sales! 


ONLY @ DELINQUENCY PAYMENT FEATURE 
METER-MATIC e@ UP TO $300 COIN CAPACITY 
GIVES YOU @ 23-QUARTER PRE-PAYMENT FEATURE 
ALL THESE... 


Inc. 


@ 26 DIFFERENT PAYMENT PLANS 


Buy direct and save . . . METER-MATICS are low in cost— 
simple to install—fully guaranteed. 


Write for Bulletin 20-Mm. 


/ferer-}IA rie. 


Greatest Name in Coin Meters 


INTERNATIONAL REGISTER CO 
2626 W. Washington Bivd. - Chicago 12, Illinois 
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DALLAS, TEX., FIRM 
HAS NEW BUILDING 

New quarters have been oc- 
cupied by Keller-Northrup, Inc. 
of Dallas, Tex. The firm special- 
izes in all phases of heating and 
airconditioning equipment for 
residential and commercial use. 

Its new building, at 4616 
Travis St., has 39,000 sq. ft., an 
increase of 29,000 sq. ft. Since 
moving, Keller-Northrup has 
added the York Corp. line o 
airconditioning window units. 


“Never saw such a 
persistent salesman!” 


DEEP FREEZERS BUILT 
FOR 2 B-70 PROJECTS 

Two $140,000 living-room-size 
deep freezers have been built by 
Tenney Engineering, Inc., for 
companies in the B-70 program. 

One has been installed at 
North American Aviation, Inc.’s 
Columbus, Ohio, plant. The sec- 
ond brine chiller is for Chance 
Vought Aircraft, Inc., Dallas. 

Both units are capable of 
—120 F temperature and will be 
used as part of the new method 
of fabricating supersonic wing 
sections by honeycomb brazing. 
The North American freezer 
tank, 16 x 26 x 7’, can handle a 
part 11 x 21 x &. It is thought 
to be one of the first of its size 
ever made. 

At Chance Vought, the sub- 
zero temperatures will be 
reached in a tank 14x 27x@. 


TRANE’S WASHINGTON 
OFFICE OPENS APRIL 1 

Starting April 1, The Trane 
Co., La Crosse, Wis., will open 
a Washington sales office. Loca- 
tion is 4810 St. Elmo Ave., 
Bethesda, Md. 

J. S. Whalen has been named 
manager. 
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<4 


Yaw 


AIR-CONDITIONING 
SERVICE MAN’S 
| 
* 


DREAM COME TRU 


=7%,, 0! tame” 
Reduce 


HIGH HEAD PRESSURE 


the FAST, SURE, SAFE way with 


7 


Air-Conditioning 
Plant Cleaner! 


Cleaning air-conditioning towers, 
coils and condensers now EASY! 


4 
¢ 


No longer need you 
worry about SCALE! 
§ Sure Klean No. | dis- 
solves all scale from 
heat exchanger 
Pe and thoroughly cleans 
tower, compressor, wa- 
ter jacket and all water 
connections to air-con- 
ditioning plant. It func- 
tions in any air-condi- 
tioning plant system be- 
cause it is 100% wa- 
Actual photograph of ter.soluble and is car- 


scale-encrusted pipe 


from air-conditioning ried through system with 
system. Cut in two, 


lengthwise. then one the water. No neutrali- 
end dipped in Sure 


Klean No. 1. zation necessary. 


Service men like to work with Sure Klean 
No. 1. Although more efficient (lowers 
head pressure faster than any other 
known cleaner), it's SAFE to handle. 


New unbreakable, light- 
weight polyethylene 

i package (! gal., 5-gal.), 

a with convenient hand 
grips, is easy to carry up 
ladders to towers and 
other hard-to-get-to 
places. Also available in 
30, 55-gal. drums. 


SEE US IN BOOTH 1229 


Second Southwest Heating and 
Air-Conditioning Exposition 


The Process Solvent Co., Inc. 
1040 Chelsea Trafficway Kansas City, Kansas 
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DRILL MASONRY 


at Greatest Savings—50, 60, 70% 


ith NEW Truco Portabl 
Di d Drilling Equi t 
~ amg 

New Model B New Model A New Models @ 
@ Holes up to 14” @ Holes up to 6%" Drill Stand i 
@ Electric or Air e Electric, Air or and Hand 
@ 6 Power options ¥ Gasoline , Drill Motor . 
@ 2 Base options | e 5 Power options e Holes up to 5%” New Drill Kit ; 

HEAVY DUTY @ 2 Base options e 3 Power options e Holes up to 1% 

WORK HORSE e@ Truck mount LOw cosT e Wt. only 17% Ibs. 


| WORLD’S MOST THRIFT CHAMP HANDY LITTLE 
VERSATILE 4 SANS 


POWER COMBINATIONS = 
16 MODELS 


Electric, air, gasoline power 
© 


10 NEW FEATURES of use, economy, 


performance . 
@ Holes up to 20” 


ee Clean, accurate holes %4” to 20” 
e@ 8 Power options e 
@ Wheeled Base or 
Truck Mount 
TRUCO’S Roller base, or base plate or 


MIGHTIEST truck mounted models. Drill ANYWHERE 
. 


Complete line of engineered, matched 


accessories e 


World's cleanest, quietest, thriftiest 
hole drilling. No edge patching. 
- 
Truco equipment often pays 
for itself in a single day 
or on a single job. 


Booths 1410-1412 S.W. Heating 
and Air Conditioning Exposition, 
Feb. 1-4, Dallas. 


Booths 97-98-99 Masonry Con- 
tractors Show, Feb. 21-24, Cinci. 


Truck mounted unit : 
ngs do te tio 4 
for accurate, vertical drill. + TRUCO MASONRY 
ing wherever a truck can af; i» 
. ‘DRILLING DIVISION 


go. Electric, air or gaso- 
line power, 
WHEEL TRUEING TOOL CO. 
109-3200 W. Davison Avenue Detroit 38, Michigan 


E Truco Original Diamond Drill Bits revolutionized masonry 
. drilling by proving savings up to 70%. Sizes %”" through 
mm. 20” O.D. Standard lengths 4%” and 12”. Other sizes and 
lengths to order. Full line of accessories. 
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HAROLD SQUIRE NAMED 
PRESIDENT OF NHAW 

Harold W. Squire has been 
elected president of Northamer- 
ican Heating & Airconditioning 
Wholesalers Association. He is 
president of Tiffin Art Metal Co., 
Tiffin, Ohio. 

Outgoing president is Oscar 
P. Brauer, president of Brauer 
Supply Co., St. Louis, Mo., who 
becomes an ex-officio board 
member. 

Named president-elect for 
1960 was J. Orville Garrett, 
Loman-Garrett Supply i.. 
Greensboro, N. C. He has been 
secretary the past two years. 
Elected vice president was 
R. B. Hesling, Climate Distribut- 
ing Co., Van Nuys, Calif. He 
has been association treasurer 
for the past two years and was 
trustee for Region 10. 

David M. Brousson, Century 
Sales, Ltd., Vancouver, B. C., 
Canada, became the first Canadi- 
an officer. He is the new secre- 
tary and is a former Region 12 
trustee. 

Robert H. Swart, Heating & 
Cooling Wholesalers, Inc., 
Grand Rapids, Mich., was 
named treasurer. 

Newly-elected trustees were 
George B. Sprick, Modern 
Equipment Corp., New Haven, 
Conn.; Fred C. Baumbach, Cli- 
mate Equipment & Supply Co., 
Inc., Rochester, N. Y.; Eugene 
Brown, Carolina Heating & Ap- 
pliance Co., Charlotte, N. C.; 
C. Blaine Lytle, W. T. Andrew 
Co., Detroit, Mich.; Joe M. 
David, Lewie David Co., Sulli- 
van, Ill; William H. Brauer, 
Brauer Supply Co., St. Louis, 
Mo.; Vince G. Shields, Jr., 
Hinkle Supply Co., Inc., Birm- 
ingham, Ala.; L. E. Minns, L. E. 
Minns & Co., Inc., Houston, 
Tex.; Malcolm B. Nicholson, 
Empire Gas & Electric Equip- 
ment Co., Denver, Colo.; Emery 
O. Lillard, Lillard Co., Walnut 
Creek, Calif.; B. H. Browning, 
Continue-Flo Heating Products, 
Ltd., Hamilton, Ont., Canada, 
and Don M. Keefer, McPherson 
Furnace & Supply Co., Port- 
land, Ore. 


YOUR WHOLESALER 
CAN SERVE YOU — LET HIM! 
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Harry Sugar (left), one of the builders, 
and designer Matthew J. Rosenstock 


Individuld GAS 
units to cool and heat 
new $2 million 
apartment house 


Circle N 
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Akron’s 7-story Carlton House to be 
cooled with individual Arkla-Servel units 


Akron’s luxurious Carlton House will mark the largest use of 
individual gas air conditioning units in a single apartment 
house. 

Summer cooling and winter heating will be provided for the 
suites by 58 three-and-a-half and five ton Arkla-Servel Sun 
Valley gas air conditioners. 

The Arkla-Servel gas air conditioning units were chosen 
after serious consideration of all types available. The de- 
signer insisted that each apartment have individual thermo- 
stat control as well as individual installations to eliminate 
the need for large compressors and any possible vibration. 
Because gas is also used for cooking as well as heating and 
cooling, there was no need for installing heavy cable, either. 

Check the facts and you too will see that modern Gas air 
conditioning out-performs all others. For specific details call 
your local Gas Company’s air conditioning specialist, or write 
to the Arkla Air Conditioning Corporation, General Sales 


Office, 812 Main Street, Little Rock, Ark. American Gas 
Association 


for Cooling, GMS is Good Business 
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DON’T LET\® 
Despite Their Lows 


A.C. MOTORS 
Give Outstanding Service 


Anybody who knows motors will recognize 
that there is no finer motor than the Brook. 
These motors have established excellent 
service records in industry. Yet, they actu- 
ally cost less! 


Space age production methods and extensive 
distribution in 76 countries makes possible 
this better motor at lower cost. All standard 
enclosures. 1 to 600 H.P. Start saving now 
—look into Brook Motors at once. Write 


for literature and name of your dealer. 
SINCE 1904 


worlds most respected motor 
BROOK MOTOR CORPORATION 


MOTORS 3302-04 W. Peterson Ave., Chicago 45, Ill. 


Factory Representatives, Warehouses, Dealers, Service Stations, in Major Cities 
In Canada: Brook Electric Motors of Canada Ltd., 250 University Ave., Toronto, Ont. 


—— ee eee eae 


Playing hide-and-seek with hard-to- 
find tools and parts can cost you time 


FREE COMPARISON CHART + Compare 
READING Job-Planned Utility Bodies 
against all leading makes. See for 
yourself how READING gives you 
more quality, more utility, more 
value! Ask your truck dealer or write 
READING for name of your local 
distributor. 


and money on every job. Put every- 
thing where it’s easy to find in READ- 
ING's big, MAGIC STOWAWAY com- 
partments. Removable shelves and 
removable, adjustable dividers let 
you change compartment arrange- 
ments to meet your daily needs. 


*JOB-PLANNED for Refrigeration and Air Conditioning Trades 


* = == READING BODY WORKS, INC., 420 Gregg Avenue, Reading, Pa. ==007 
Circle No. 63 on Reader Service Card 


Se ee ee ee ee ee ee ee ee ee ee ee ee 


THAILAND PALACE GETS 
AIRCONDITIONING UNIT 


Completion of the aircondi- 
tioning of Borompimarn Palace, 
royal residence of King Rama 
VIII of Thailand, has been an- 
nounced by Remington Corp., 
Auburn, N. Y. 

This installation is part of a 
reconditioning of the palace in 
preparation for a state visit to 
Bangkok by Princess Alex- 
andria of Kent. 


BOOK REVIEW 
Title: Handbook of Air Condition- 
ing Heating and Ventilating, 1094 
pages. 
Publisher: The Industrial Press, 
New York City. 
Price: $15.00. 


Intended as a guide to help solve 
common design problems which 
confront contractors. Includes 
eight sections covering aircondi- 
tioning; air handling and venti- 
lation; fuels and combustion; 
heating and heat transfer; piping 
and plumbing; motors and starters; 
mathematical data and drafting 
symbols, and terminology. Many 
charts, maps, illustrations, and 
tables to supplement text. New data 
includes tables on insulated pipe 
heat loss; steam flow data, and d 
gree-day and climatic maps. Also 
contains data on design of various 
systems and ducts; enginering data 
for solar energy calculations; tables 
on heat loss from buildings, and 
psychrometric tables and charts for 
all barometric pressures, standard 
and high temperatures. 


SPEAKER SAYS BHC 
CAN BOOST HYDRONICS 

The Better Heating-Cooling 
Council is the logical group to 
promote hydronic heating and 
cooling, according to Peter B. 
Gordon. 

Gordon, member of Me- 
chanical Contractors Association 
of America, spoke at the fourth 
annual BHC meeting. MCAA 
recently rejoined BHC in a move 
to strengthen hydronic sales. He 
pointed out that MCAA mem- 
bers are traditionally involved 
in heating, piping, and aircon- 
ditioning work in all fields. 

Since MCAA members do a 
$2 billion yearly volume of busi- 
ness and purchase more than 
$1 billion worth of equipment, 
they favor any heating and cool- 
ing system that involves hy- 
dronics and strongly supports 
the industry. 
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Handy Tube Bender 


Smoothly Bends ANY 
Pipe or Tubing 


4g" to 17g” 0.0. 


@ Just a twist of the wrist 
assures perfect, even bends 
- . right-angle, any angle, 
U and offset— every time. 
Eliminate need for els. No 
more guesses — no 
kinks! Save enough 
time, labor and money 
on ONE job to pay for 
your Handy Bender. 


See your supply 

house—or write 

for free folder 
today. 


HOLSCLAW BROS., INC. 


430 N. WILLOW ROAD — EVANSVILLE, IND. 
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with 
condenser cleaner 


ANCO Condenser 
Cleaner removes 
scale and rust 
from condensers 
within 2 to 15 
hours, depending 
on scale thickness 
and composition. 
Following applica- 
tion, head pressure 
dro to normal 
and the condens- 
er’s efficiency is re- 
stored. Simply dissolve this dry 
formula in sump while system 
operates. It works quickly and 
safely and is equally effective in 
evaporative condensers and those 
with separate cooling towers. 
Ask your supplier about it. 


SPECIALIST IN MAKING WATER BEHAVE 


\ 


. Anderson 


es Tee 


“Box 1424 ° Macon, Georgia 
Memphis, Tenn. e Box 2432 e DeSoto Station 
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BUY or RENT! 
FRANKELL 


HERMETIC 
COMPRESSOR 
OPENER 


AUTOMATICALLY 
OPENS ANY HERMETIC 
COMPRESSOR REGARDLESS OF THE 
POSITION OF THE WELD 


@ SAVES TIME — SAVES LABOR! 
@ CUTS COSTS — INCREASES 
PROFITS! 


JUNICR MODEL 


997 


STANDARD MODEL 


WRITE TODAY FOR 
COMPLETE INFORMATION 


FRANKELL MFG. CO. INC. 


862 Newark Ave., Jersey City 6, N. J. 


Automatically opens any 
Hermetic Compressor up 
to 14” in diameter. 


Automatically opens any 
Hermetic Compressor up 
to 20” in diameter. 


you can be sure of quality... craftsmanship with 


A | 4’ ReGisters and GRILLES 


AGITAIR registers and grilles are available in a wide 
range of sizes and styles to meet every requirement of 


the architect and designer. 


Available in all aluminum, stainless steel, bronze, 


brass, standard steel and plated finishes. Finish thor- 


SIGHT TIGHT GRILLES 


oughly baked on hard. Will not chip. When you specify 
these AGITAIR units, you are specifying quality items. 


Ask your AGITAIR repre- 
sentative for your copy of 
this 32 page catalog or 


write to Air Devices Inc. 


PTT) 
PLiciiiyy | 
Tir tT) 


REGISTERS 


AIR DEVICES INC. 


185 MADISON AVE. e« NEW YORK 16, N. Y. 


BETTER PRODUCTS FOR 


AIR DISTRIBUTION * AIR CLEANING « AIR EXHAUST 
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NWA ELECTS OFFICERS; 
GURNEY IS PRESIDENT 

Harry C. Gurney has been 
elected president of National 
Warm Air Heating and Air Con- 
ditioning Association. He is gen- 
eral sales manager, Janitrol 
Heatingg and Air Conditioning, 
Div. of Midland-Ross Corp., 
Columbus, Ohio. Previously he 
was second vice president. 

Gurney succeeds Tom Byrd, 
president of Lau Blower Co., 
Dayton, Ohio. 

Named as first vice president 
was Don Winegardner, The Ma- 
jestic Co., Inc., heating division, 
Huntington, Ind. Harold P. 
Mueller, Jr., Mueller Climatrol, 
Div. of Worthington Corp., Mil- 
waukee, Wis., is the new second 
vice president. New managing 
director James M. Martin was 


Roland R. Taylor, Fraser & 
Johnston Co., San Francisco, 
Calif. 

Four new trustees elected in- 
clude Paul M. Augenstein, Air- 
temp Div., Chrysler Corp., Day- 
ton, Ohio; Ronald N. Campbell, 
The C. A. Olsen Mfg. Co., 
Elyria, Ohio; Robert L. Leigh, 
Air Control Products, Inc., 
Coopersville, Mich., and Kent 
L. Wilson, Minneapolis-Honey- 
well Regulator Co., Minneapolis, 
Minn. 

Continuing as trustees are 
Harold W. Mutz, The Peerless 
Corp., Indianapolis, Ind.; Wright 
C. Percival, Green Colonial, 
Inc., Des Moines, lowa; Homer 
F. Brundage, The Brundage Co., 
Kalamazoo, Mich.; Eugene J. 
Cullen, Inland Steel Products 
Co., Milwaukee, Wis., and H. F. 


elected secretary-treasurer. Randolph, International Heater 
Re-elected to the board of Co., Utica, N. Y. 

trustees (2-year term) were 

Charles H. Franke, American 

Furnace Co., St. Louis, Mo.; 

Gordon Rieley, Lennox Indus- 

tries Inc., Columbus, Ohio, and 
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This copy of THE REFRIGERATION & AIRCONDITIONING BUSINESS 
might have reached you without any Reader Service Card. Other persons 
in your company might have already torn out and used the cards before the 
magazine was passed to you. If so, you may use this supplementary coupon 


+¢ 


© obtain additional information from the manufacturer on any advertise- 
ments, new product: 


CAUTION: This 
PLEASE PRINT 


or useful literature in this issue. 
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Dealer ) Service 


Street 


PLEASE SEND ME ADDITIONAL INFORMATION AND LITERATURE ON ITEMS CHECKED BELOW 


21 4) 61 81 101 121 141 161 181 201 221 241 261 281 
22 42 62 82 102 122 142 162 182 202 222 242 262 282 
23 43 63 83 103 123 143 163 183 203 223 243 263 283 
246044 64 84 104 124 144 164 184 204 224 244 264 284 
25 45 65 85 105 125 145 165 185 205 225 245 265 285 
26 46 66 86 106 126 146 166 186 206 226 246 266 286 
27 «47 67 87 107 127 147 167 187 207 227 247 267 287 
28 «648 68 88 108 128 148 168 188 208 228 248 268 288 
29 49 69 89 109 129 149 169 189 209 229 249 269 289 
30 50 70 90 110 130 150 170 190 210 230 250 270 290 
31 51 71 91 WW 131 151 171 191 211 231 251 271 291 
32 52 72 92 112 132 152 172 192 212 232 252 272 292 
33 53 73 93 113 133 153 173 193 213 233 253 273 293 

54 74 94 114 134 154 174 194 214 234 254 274 294 

55 75 95 115 135 155 175 195 215 235 255 275 

56 76 96 116 136 156 176 196 216 236 256 276 

57 77 97 117 137 157 177 197 217 237 257 277 

58 78 98 118 138 158 178 198 218 238 258 278 

59 79 99 9 139 159 179 199 219 239 259 279 

60 80 100 120 140 160 180 200 220 280 


HYDRONICS MAKES BID 
FOR HEATING MARKET 

Speakers at the fourth annual 
Better Heating-Cooling Council 
meeting stressed the upcoming 
hydronic market- promotion 
using the “united industry” ap- 
proach. This approach, says re- 
tiring BHC president Marvin 
Mitchell, will allow hydronics to 
expand its market more effec- 
tively than before, and coordi- 
nate the industry’s promotional 
drive at all levels. 

“The hydronics industry is at 
war with the electric and warm 
air heating industries for a 
profitable share of the heating 
market,” Mitchell said. “The new 
united effort will enhance the 
hydronics industry's competitive 
position to a degree never before 
possible.” 

BHC executive director 
Franklin Greene reported indus- 
try sales for the first nine months 
of 1959 up 15% over the same 
period in 1958. 

In other business, the coun- 
cil elected R. S. Doherty as 
president to succeed Mitchell. 
Doherty is vice president of 
A. W. Cash Valve Mfg. Corp., 
Decatur, Ill. Named vice presi- 
dent for 1960 was Carroll M. 
Baumgardner, vice president of 
National-U.S. Radiator Corp., 
Johnstown, Pa. 


DALLAS SHOPPING AREA 
TO SHUT OUT WEATHER 

Construction on Dallas’ sec- 
ond completely airconditioned 
shopping center will start June 
1, with completion set within 18 
months. Called Bazaar North- 
west, the center will be con- 
structed on a central mall and 
encompass one-half million sq. 
ft. of space under one roof. 

All stores will open on the 
all-weather, airconditioned mall. 
Externally, a stone facade across 
the truck service entrances will 
be converted into a waterfall. 
Water is to be provided from 
the center’s airconditioning sys- 
tem, and the waterfall will pro- 
vide aeration for the system. 

With the mall, adverse 
weather will be eliminated as a 
factor in business volume. All 
stores are connected by aircon- 
ditioned streets. ; 
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Men who know 
quality best... 
choose Calgon®! 


Yes, men who have tried them all 
choose Calgon Products. Products 
such as Calgon Algaecide or Calgon 
Biocide RP. Both provide a fast, 
sure kill. Safe and easy to use, these 
products will help keep heat transfer 
rates high, help cooling water sys- 
tems operate at top efficiency. 

Calgon Algaecide and Calgon Bio- 
cide RP are two more Quality Calgon 
Products available from your Refrig- 
eration Wholesaler. Ask him about 
all of them. 

For free booklet on how to 

solve water problems, write: 


CALGON company 


HAGAN BUILDING, PITTSBURGH 30, PA. 


WD 


DIVISION OF HAGAN 
CHEMICALS & CONTROLS, INC. 
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OPPORTUNITIES 


(Classified Advertising) 


Rates: for “Positions Wanted," $6.50 minimum, 
limit 25 words. For all other classifications, 
$8.00 minimum for 25 words or under, each 
additional word 20¢. Boldface type or all 
capitals, $10.00 minimum for 25 words or under, 
each additional word 25¢. All classified ad- 
vertising payable in advance. 


EQUIPMENT AVAILABLE 


SODA FOUNTAIN & CARBONATOR 
PARTS, All makes, replaced new, re- 
paired or exchanged, 24 hour shipment, 
tactory guarantee, Trade discounts to 
servicemen & dealers. Catalog $2.00, re- 
fundable. MACON FOUNTAIN SERV- 
ICE, P.O. Box 864A, Macon, Ga. 


QUINCY PRODUCTS ADDS 
TO PRODUCTION SPACE 


A total of 20,000 sq. ft. of 
production space has been add- 
ed to facilities at Quincy Prod- 
ucts Co., Quincy, Mich. The 
firm, manufacturers of coils, con- 
densers, and other heat trans- 
fer equipment, is a division of 
Stubnitz Greene Corp. 

A new administrative wing is 
under construction. When com- 
pleted, it will house all execu- 
tive and sales offices and ad- 
join the plant through a series 
of entries which will lead to 

plant operational areas. 


Qe 
February 28 VW 


aive to Fight 
Heart Disease 


On Heart Sunday << 


MERCHANDISE MART 
GETS MORE COOLING 


Installation of a water chilling 
machine with 1100 tons cooling 
capacity has boosted to 10,040 
tons the total capacity of the 
Merchandise Mart in Chicago, 
Illinois. 

Eleven large central plant re- 
frigeration machines, manufac- 
tured by Carrier Corp., furnish 
9800 tons of cooling for the 
Mart’s 4,000,000 sq.ft. of floor 
area. 

The remaining 240 tons are 
provided by smaller Carrier and 
other self-contained units. 
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BEACH-RUSS 


Prideble 
VACUUM PUMPS 


Beach-Russ Portable Vacuum Pumps 
are designed specifically for dehydrat- 
ing and testing refrigeration and -air 
conditioning units. These high per- 
formance, quiet operating, portable 
pumps are available in two sizes: 
e Model A Two-Stage Pump 
—2.5 cfm, 4% HP, weight 80 lbs. 


e Model O Single-Stage Pump 
—1 cfm, % HP, weight 48 lbs. 
Beach-Russ Vacuum Pumps are also made in 


types and sizes for evacuation and testing of 
refrigeration equipment on a production basis. 


| lela lle eelenle lenin len lela lalate. | 
BEACH-RUSS COMPANY 
620 D GRAYBAR BUILDING 
NEW YORK 17, N. Y. 


Send descriptive literature covering 
] Model O Single-Stage Vacuum Pumps 
(0 Model A Two-Stage Pumps. 


NAME..... 


COMPANY 


ADDRESS 


CITY..... 


BEACH-RUSS CO. 


620D GRAYBAR BUILDING 
NEW YORK 17, N.Y 
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For air conditioning 
ANCL 
Copeland has what it 
ta ]LEeS! conciametic suction-ccoieg 


motor-rzompressors through BO H.P. eee aA Model for 


every applicationeee rugged, reliable design 


proved by years of field experience ese 


longer life due to highest quality 


control standardSsSeeeaccessible 


hermeticeee positive lubrication 


4R48 200 “ 
6R48-2 


6R48-2506 


MODEL NR46-500 


Two-cylinder, 5 H.P. motor-compressor designed to operate at 

1750 R.P.M. using Refrigerant-22. Dimensions: L—20%% 

W— 13”; H—165¢”. This model is typical of many that make 

Copelametics the outstanding motor-compressors for heat pumps 
. leaders in output, reliability and economy. 


Mounting 
Centers* 
































6R48-3006 


Write for complete Copelametic 
motor-compressor spec fications 
Request Builetin number 5907 


Manufacturers of performance-proved motor-compressors 


and condensing units for air conditioning and refrigeration. 


Ohio 
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DISTILLED WRITING 
REWARDS THE READER 


On THE REFRIGERATION & AIRCONDITIONING BUSINESS, Distilled 
Writing is under the direction of David Kinsler who works with the editors 
until the extra words are squeezed out of their copy. 


Result: bright, concise, easy-to-read content that makes every issue a quick, 
convenient source of information. Articles are shorter . . . making room for 
more articles of interest to you. 


This editorial quality control assures you more for your reading time. You 
get all the facts clearly, simply and briefly as possible. Distilled Writing 
makes THE REFRIGERATION & AIRCONDITIONING BUSINESS more 


rewarding to you. 
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gets magazines = 
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pe yl AN INDUSTRIAL PUBLISHING CORPORATION MAGAZINE 


812 HURON ROAD @ CLEVELAND 15,OHIO © SUPERIOR 1-9620 
Distilled 
Writing gets 
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